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PREFACE 



This book had its beginning in the editorial office of Machinery, 
New York. For nine years previous to July, 1906, the author 
was editor-in-chief of Machinery, and it was during the latter 
half of this period that the steam turbine became a commercial 
success in America and finally reached its dominant position in 
the field of electric generating. 

Inasmuch as a live technical journal is constantly in touch with 
events in its field, the author had an exceptional opportunity to 
collect notes and data on the steam turbine and allied subjects 
during the important formative period of the turbine, when it was 
more discussed, probably, than any engineering subject. Advan- 
tage was taken of this opportunity to begin what has grown to be 
a large collection of such notes and data, which have served as 
the foundation for the present volume. 

The author is responsible for various articles and paragraphs 
which have appeared in Machinery upon the subject of the tur- 
bine, some of which are here reproduced in more or less modi- 
fied form. Most of the matter in these pages, however, was writ- 
ten especially for them and has not been used before. 

In brief explanation of the contents, it may be said that the 
first chapter is a condensed treatise upon the fundamental princi- 
ples of the steam turbine. The second chapter traces its early 
development and shows the "state of the art" at the time when the 
turbine became a commercial success. It is believed that this 
review will not only save considerable research, but in connection 
with the first chapter will serve to ground the beginner in first 
principles ; for there is no way of accomplishing this so effectively 
as by a study of what others have done. 

Much attention has been devoted to the results of tests upon 
the flow of steam, upon the action of steam on vanes and upon the 
economic performance of turbines. For comparison with the lat- 
ter there is also a review of tests upon reciprocating engines, and 
enough data are included to enable an intelligent comparison to 
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be made under different running conditions, with due allowance 
for the efficiency of generators and engines. 

The mathematical treatment has been limited mainly to a dis- 
cussion of the adiabatic flow of steam and to the principles of 
turbine vanes, which together are the basis of all turbine calcula- 
tions. Preliminary to the calculations upon the flow of steam is 
a chapter for reference, upon the properties of steam, which in- 
cludes, also, an explanation of the temperature-entropy diagram, 
and data upon the specific heat of superheated steam — subjects 
constantly recurring in modern writings upon heat and steam. 
The attempt has been to simplify the mathematical treatment as 
nuich as possible, and illustrative examples have been worked out 
wherever it was thought they would be helpful. 

The commercial and operative sides of the subject have re- 
ceived due attention, since no broad grasp of any important en- 
gineering subject can be had by viewing it solely from the stand- 
point of the technicist. Under this heading may also be classed 
the treatment that is given of high-vacuum condensing systems, 
which it is generally admitted cause engineers more trouble than 
the turbines themselves. 

Other reference to the contents seems unnecessary except to 
say that the descriptive part of the text was intended to be compre- 
hensive, but free from padding. The author wishes to express 
his appreciation for assistance rendered and information given by 
many engineers and friends ; to the publication departments of the 
several turbine manufacturing companies for material so courte- 
ously supplied ; and to technical periodicals from which informa- 
tion has been drawn and to which credit has been given at the 
proper places throughout the text. The author is especially in- 
debted to The Industrial Press, publishers of Machinery, for per- 
mission to use matter and engravings that have appeared in the 
columns of that journal. 

L. G. F. 

Brattleboro, Vt, January, IQ07. 
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CHAPTER I 

STEAM TURBINE PRINCIPLES. 

The steam turbine, like the water turbine, is based on the prin- 
ciple that when a fluid is in motion its energy will (be con- 
verted into mechanical work, if the fluid impinges on moving 
vanes which change its direction of flow and reduce its velocity. 
It differs from the water turbine in important particulars, how- 
ever, due to the facts that water and steam have very different 
properties and that the steam turbine, like the steam engine, is 
a heat motor and must utilize the heat energy of steam. 

The Principle of the Water Turbine is illustrated in Fig. 1, 
which shows the effect of a curved vane upon a stream of water. 




I^if. 1. Effects of Stationary and Moving Vanes upon a 

Stream. 

The lines w, /?, V, etc., represent velocities and also show direc- 
tion of motion. At A the vane is supposed to be stationary 
and the stream glides upon it tangentially, without shock, at a 
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velocity R, and leaves it tangentially at the same velocity. The 
only effect of the vane is to alter the direction of flow. 

If the vane now be given a velocity w in the direction shown, a 
particle of water starting at a will reach point c by the time the 
tip of the vane has traveled from a to b. The direction and ve- 
locity of the stream relative to the vane will then be represented 
by the line be, and it is evident that the water will meet the vane 
with considerable shock and in this instance will fail to touch it 
anywhere except at the tip. 

To bring about tangential action of the jet while the vane is 
moving, which is essential to smooth and economical running,* 
either the nozzle must be given a motion zv, or else the direction 
and velocity of the stream must be changed to V, the resultant 
of R and w, (Shown at B.) The motion of the water relative 
to the moving vane will then be the same as its motion relative 
to the stationary vane before the change was made. Similarly, 
in leaving the vane the motion r, relative to the vane is tangential 
and equal to R. But as the stream and vane each has the 
velocity w at the exit, the absolute or real velocity of the stream 
will be the resultant of r and w, or z/.f The difference between 
V and V represents that part of the stream velocity which, neg- 
lecting losses, has been transformed into wheel velocity w. We 
thus have : 



•This is the theoretical statement of the conditions. 

fThe subject of relative motion can be made clear by the simple device herewith. 
Two pins, a and b, are driven in a board and a cord is stretched between them. Place 
an oblong piece of paper under the cord in the position shown and, holding it sta- 




tionary with one hand, draw a diagonal line across the paper by following the cord with 
the point of a pencil. Remove the raper and c d (at the right) will be the line drawn. 
Again place the paper in its former position and run the pencil along the cord, at the 
same time pulling the paper to the right just fast enough so that when the pencil 
reaches the opposite edge of the paper point c will come opposite arrow d marked on 
the board. The line traced this time will be c k. In both cases the pencil followed 
the same course, relative to the board, but its motion relative to the paper was not the 
same when the paper moved. In like manner the motion, rclatk c to the -rane, of the 
jet of water in Fig. 1 is different, when the vane moves, from what it is when the vane 
is stationary. 
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Energy given to the moving vane by each pound of water = 



In this case, therefore, the efiEect of the vane is not only to change 
the directicm of the stream, but to reduce its velocity, by which 
means its kinetic energy is changed into mechanical work at the 
turbine wheel. 

Impulse and Reaction. 

Impulse and Reaction of a Jet, — The dynamic pressure upon 
the vane of a turbine, which causes the rotation of the wheel, is 
the result of the impulse and reaction of the impinging jet. Ac- 
cording to older writers in mechanics, an impulse is a force act- 
ing in a forward direction and a reaction is the equal and opposite 
force — a force acting in a backward direction relative to the 
impulse. These are the commonly accepted meanings, although 
strictly an impulse is not a force in the sense of being a 
push or a pull, but is a term used to express the same meaning 
as momentum, when a force acts for a very short time, as when 
one body gives another a sharp blow. A reaction is properly de- 
fined as a force. 




Fit 2 ImpulM Pig 3 Reaction 

In Fig. 8 is a tank from which water issues through a nozzle 
wid nnpinges against a flat surface capable of moving horizontally 
s case the face of a plank suspended so that it is free to 



-in this c 
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swing. When the water strikes the plank- the latter will swing 
to the right under the pressure due to the impulse of the jet 
As the jet leaves the nozzle, however, it exerts a reaction against 
the tank, which is equal and opposite to the force due to the im- 
pulse of the jet. This may be illustrated by suspending the tank, 
as in Fig. 3, so that it is free to swing, when it will move to the 
left, owing to the reaction of the jet. 





Pig. 4. HeiiuriTit Piniuic due la Impulia. 

The explanation of the reaction is that there is no pressure 
(HI that part of the tank where the nozzle is situated and the un- 
balanced pressure on that part directly opposite to the nozzle will 
therefore tend to move the tank in a direction opposite to that 
in which the water is escaping. The faster the water escapes, the 
greater the pressure required in the tank to give the water its 
velocity and hence the greater the unbalanced pressure which we 

hiipulse and 'Reaction Upon Curved Vanes, — In Fig. S the ve- 
locity of the jet is suddenly checked when it strikes the plank, 
ami there is more or less commotion of the particles of the fluid, 
causing loss of energy. This is always the case when there is 
impact of the particles against a surface and is to be avoided by 
u-Jintj a curved surface so placed as to change the direction of 
flow gradually without shock or jar, as previously explained. 

■T1:c ri-aoi'in is ,:„i deiermiiiod S'.lcly by Ilic pressure in the lank. Since action aid 



STEAM TURBINE PRINCIPLES 5 

Such an arrangement is shown in Fig. 4, where a nozzle N is dis- 
charging against a plate D attached to the rod R. The rod is 
supported by guides and together with the plate can move longi- 
tudinally. The pressure of the jet against the plate is balanced by 
the weight W supported by a cord passing around the pulley P 
and attached to the rod R. The plate D is so shaped at the center 
as to gradually guide the particles of water through an angle of 
90 degrees, thus avoiding the impact present in Fig. 2, and the 
particles leave the plate in a direction parallel with its face. It is 
evident that the pressure against the plate is due solely to the 
impulse of the jet and that the reaction of the water in leaving 
the plate has no tendency to move the plate longitudinally. 

In Fig. 5 the case is different. Here the water strikes a curved 
surface and is turned back upon itself through an angle of 180 
degrees. TTiis surface is therefore acted upon by two forces, both 




ns. i. Heuurins tti* Coml 



tending to move it to the right. The first is that due to the impulse 
of the jet, just as in Fig. 4, which acts until the central point C 
of the curved surface is reached ; and the second is the reaction 
of the jet, which begins where the jet starts to flow 'backward 
and continues up to the edge where it discharges. These forces 
would be equal if there were no frictional or other losses, and 
it would require a weight/ W, just twice as heavy as the weight 
in the first example to balance the end thrust. 
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Essential Features of the Turbine. 

How Steam and Water Turbines Differ. — In a steaxh turbine 
the energy of the steam, due to its motioa, is converted into me- 
chanical work at the turbine wheel by the use of curved vanes, as 
outlined for water turbines. There are two important distinc- 
tions between steam and water turbines, however, which it will 
be advisable to refer to here. These are : 

First, provision must be made in the steam turbine for con- 
verting the heat energy of the steam into kinetic energy, or the 
energy of motion. To accomplish this the passages and nozzles 
of the steam turbine must be designed to control the expansion of 
the steam in a way to augment its velocity. In the De Laval 
turbine the expansion is effected in an "expanding nozzle" which 
directs the steam jet against the blades of the wheel. The walls of 
the nozzle diverge in the direction of flow of the steam so that 
its outlet area is larger than its inlet area, whereas, in a water 
nozzle the outlet area would be smaller than the inlet area. 

Second, the steam turbine must be adapted to the high veloc- 
ities of steam, which have no parallel in hydraulic work, although 
velocities of over 300 feet a second are met with in water power 
plants on the Pacific slope. The enormously high velocity with 
which steam flows from an orifice often exceeds the speed of a 
rifle bullet. The new Springfield rifle adopted by the United 
States Army gives an initial velocity to its bullet of 2,300 feet 
per second, or over 20 miles a minute, and this is almost exactly 
the velocity with which steam at 50 pounds gauge pressure would 
issue from a nozzle of the best shape when discharging into the 
atmosphere. In single-wheel impulse turbines, operating under 
higher pressures and with a condenser, velocities of 3,000 to 4,000 
feet per second, or even more, are attained. The problem of deal- 
inj::: ^vith a fluid capable of attaining such incomprehensible 
velocities calls for serious consideration. By some means or 
other the rotatinp^ elements must be kept within the speed of 
safety to guard against rupture of material, cutting of bearings, 
etc , and at the point where power is to be used the speed must be 
witl.in the practical limits of convenience. 

The Successful Steam Turbine, — It will be evident from the 
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foregoing that the successful steam turbine must accompHsh the 
three following results : 

First, as much of the heat energy of the steam as possible must 
be converted into kinetic energy. 

Second, the wheel must be capable of utilizing the kinetic 
energy of the steam in an efficient manner. 

Third, the apparatus must run at a moderate speed at the point 
where it delivers its power, and all parts must be kept within the 
speed of safety. 

The Steam Turbine Compared ivith the Steam Engine. — The 
fundamental principle in any economical steam motor, whether 
turbine or piston engine, is that the expansive force of the steam 
niust be utilized. The direct-acting steam pump, although serving 
a very useful purpose, is one of the most wasteful steam users in 
existence. Steam is supplied to the cylinder at boiler pressure 
throughout the whole stroke. It forces the piston ahead because 
of the static pressure back of it in the boiler, in the same manner 
that water would do if the steam cylinder of the pump were con- 
nected to a city water main. Such expansion as occurs takes 
place in the boiler at constant temperature. 

Steam, however, is capable of much better use than this, be- 
cause it is supplied with a store of heat energy which has the 
power to make the steam in the cylinder expand and push the 
piston forward, after all communication with the boiler has been 
cut off. In an engine working expansively steam is admitted at 
boiler pressure until the point of cut-off is reached. Up to this 
event the action is the same as in the steam pump, but during the 
rest of the stroke the piston is pushed ahead as a result of the heat 
energy of the steam encased in the cylinder. 

In the steam turbine the process of the expansion engine is du- 
plicated, except that the flow of the steam is continuous instead 
of intermittent. It was explained that steam is first forced into 
the engine cylinder by the pressure in the boiler and then is al- 
lowed to expand in virtue of its own internal heat energy. In 
the turbine the steam is continuously pushed into the nozzle by 
the higher pressure at the inlet, and during the passage through 
the nozzle it expands continuously because of its internal energy. 
Each particle, as it expands, pushes the particles ahead of it for- 



8 STEAM TURBINES 

ward at a faster rate and so increases the velocity of flow. 
Although the turbine and piston engines are different in outward 
form, they are equivalent in the thermodynamic action. 

The difference in the form of the turbine and engine is due 
to the fact that the turbine is designed to operate by changing 
the motion of flowing steam, on the principle of the water turbine, 
while the engine is designed to operate by the direct pressure of 
the steam. The turbine is a velocity motor and the steam engine 
a pressure motor.* 

Steam Nozzles. 

The Study of Steam Nozzles of Great Importance. — Since a 
turbine operates by changing the motion of flowing steam, atten- 
tion must be given to the proportions of the passages through 
which the steam flows. ' In the De Laval and some other turbines, 
the steam flows through nozzles which direct it against the blades 
of the rotating wheel. In other machines it flows through pas- 
sages between g^ide vanes which form what is virtually a g^oup 
of nozzles. In still others of the Parsons type both the stationary 
guide vanes and the blades of the wheel have the same functions 
that a collection of nozzles placed side by side would have. 
Whatever the arrangement of the passages of a turbine, through 
whicli the steam passes, they may be regarded as steam nozzles, 
provided the steam fills them completely, leaving no air spaces, 
just as water fills completely all the space in a water nozzle 
used in connection with a hose pipe. In order to understand the 
action of steam flo\nng through the passages of a turbine, it is 
necessary to study its action in flowing through nozzles of dif- 
ferent shapes, and the principles discovered may then be applied in 
proportion insf the ducts or passages of the turbine. 

•It must. not he imagined that the driving force in a turbine is the statical steam 
^^ pressure. All turbines derive their power from changes in the motion of the working 
fluid. The pressure in a turbine might be infinite, yet unless the steam possessed the 
reciuisile velocity the turbine would not act. On the other hand, if the steam possessed 
the requisite velocity then the pressure might be — if that were practicable — absolutely 
zern, and yet the turbine would work quite normally. The statical steam pressure acts 
I equally on tlie back and fmnt of each vane, and hence produces neither end thrust 
nor rotation. As the steam passes through the turbine the direction of its motion is 
altered by the vanes, and hence these vanes must exert force on the steam. It is this 
force, or, rather, the corresponding reaction of the steam on the vanes, which causes the 
rotation and where, ns in the Parsons turbine, the vanes are not symmetrical, an end 
thrust. — From "The Theory of Steam Turbines," by Frank Foster, in The Engineering 
Review, London, May, 1904. 
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Flaw of Steam Through Nozzles. — The illustration, Fig. 6, 
shows the eflfects of nozzles of different shapes upon steam flowing 
through them. The general form of the jets issuing from the 
nozzles is substantially as shown by Strickland L. Kneass, engi- 
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neer of the injector department, William Sellers & Co., inc., 
Philadelphia, in his "Practice and Theory of the Injector/' 

In Fig. 6, five styles of mouthpieces are illustrated, and with the 
exception of No. 5, steam is supposed to be flowing from some 
higher pressure down to atmospheric pressure. In No. 5, steam is 
assumed to discharge into a closed chamber in which the pressure 
is maintained at the "critical" pressure referred to below. The five 
styles of mouthpieces are as follows : 

1. Short cylindrical tube, slightly rounded inlet. 

2. Nozzle with converging walls — such as would be used to 
produce a solid water jet. 

3. Diverging nozzle with rounded inlet and straight taper 
sides. 

4. Diverging nozzle, roynded inlet and diverging sides, curved 
as shown. 

5. Same as No. 1. 

6. Orifice in a thin plate. 

While the nozzles shown are supi)osed to be of a circular cross 
section, it is evident that it is the area of the section which is of 
importance and not the shape of the section. A rectangular- 
shaped section would answer as well as a circular section, for all 
practical purposes, and in fact is oftener used for the steam pas- 
sages between the vanes of turbines. 

A peculiarity of the flow of steam through nozzles is that the 
absolute pressure in the throat of the nozzle does not vary greatly 
from 58 per cent of the absolute initial pressure, unless the abso- 
lute pressure at discharge should be more than 58 per cent of 
the initial pressure. It can be shown that theoretically this should 
be the case, although it is known from tests that the pressure may 
be somewhat more or less than this. The pressure of 58 per cent of 
the initial pressure is called the critical pressure and has an impor- 
tant bearing upon the subject of the flow of steam. 

Nozzles zvith Parallel Walls or Converging Walls. — Many ex- 
periments have been conducted on the flow of steam through 
nozzles like Nos. 1 and 2 and it is found that when discharging 
into a medium which has not more than 58 per cent of the initial 
pressure (equal to the critical pressure) the velocity of discharge is 
not far from the constant value of 1,450 feet per second and the 
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weight discharged is also a constant quantity. Suppose that one 
of these nozzles were arranged to discharge into a tank, the pres- 
sure in which could be controlled by a valve, and that at the start 
the tank pressure was almost equal to the initial pressure, but 
was gradually decreased until it finally became zero. We should 
find that the velocity and weight of discharge from the nozzle 
gradually increased, as the difference in pressure increased, until 
the point was reached where the tank pressure became 58 per cent 
of the initial pressure. At that instant the velocity of discliarge 
w^ould be between 1,400 and 1,500 feet per second and any further 
lowering of the pressure in the tank would have no effect on the 
velocity or weight discharged. The discharge would remain at the 
same rate per second, however low the final pressure became, even 
if carried down to vacuum. 

In nozzles like Nos. 1 and 2 the pressure of the steam does not 
drop much, if any, below the throat pressure until the outlet is 
reached, but when the steam issues from the nozzle its pressure 
suddenly falls to that of the medium outside. If discharging into 
the atmosphere it would fall in pounds an amount' equal to 42 per 
cent of the initial pressure. In making this sudden drop the steam 
is free to expand in all directions, the jet enlarges after issuing, 
becomes broken up and scattered and is inefficient for turbine pro- 
pulsion. In this, as in all cases where the velocity of a jet is 
checked, its kinetic energy is converted back into heat, generated 
by the friction and eddying of the steam, which tends to superheat 
the steam at discharge. 

Nozzles for Complete Expansion, — Where there are great dif- 
ferences of pressure, a more efficient steam jet can be secured by 
using a diverging nozzle, like No. 3, such as has been employed 
for many years in steam injectors. In such a nozzle the steam 
expands to the lower pressure within the nozzle itself and when 
the steam discharges it takes the form of a solid cylindrical jet, 
equal in diameter to the outlet diameter of the nozzle. A diverg- 
ing, or more properly a converging-diverging nozzle, has a con- 
verging inlet, like nozzle No. 2, to which is added a diverging 
outlet, for the purpose of controlling the expansion of the steam 
beyond the throat of the nozzle. The pressure at the throat is 
about the same as the pressure in nozzles 1 and 2, or 58 per cent of 
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the initial pressure. Beyond the throat the cross-sectional area in- 
creases just sufficiently to accommodate the rapidly increasing 
specific volume of the steam (space occupied by unit weight) 
which occurs as the pressure drops. When thus proportioned, 
the walls restrict the expansion of the steam in a lateral direction, 
but allow free expansion longitudinally. Such a nozzle is known 
as an expansion nozzle and by its use the full expansive force of 
the steam is utilized and a very high velocity of outflow attained. 
A nozzle like No. 4 has been found to give slightly better results 
than one with straight, conical sides, like No. 3, but it is more 
difficult to construct. 

Complete expansion may be obtained in a straight or converging 
nozzle by arranging so that the pressure of the medium into which 
it discharges shall not be less than 58 per cent of the higher pres- 
sure. Under these conditions the steam will issue from the nozzle 
in straight, parallel lines, or nearly so, since there is no excess 
internal pressure to make the jet bulge, and all the expansive 
force of the steam will be expended in giving velocity to the jet. 
In the illustration, nozzle No. 5 is intended to show that complete 
expansion may be realized in a straight nozzle discharging into 
a tank in which the pressure is 58 per cent of the higher pressure. 

Orifice in Thin Plate. — When steam issues from an orifice in 
a thin plate, as in nozzle No. 6, the swelling of the jet after 
leaving the opening is even more marked than in the first two 
nozzles shown. This is because the internal pressure of the steam 
IS higher in the orifice in the plate than at the mouth of the tubes 
in the first two examples. The steam has an opportunity to ex- 
pand more fully before leaving the tubes than it does in passing 
through an orifice in a thin plate. 

Distinction Between Impulse and Reaction Turbines. 

Impulse Steam Turbine, — Both water and steam turbines are 
grouped into two general classes known as impulse and reaction 
turbines, or better, into action and reaction turbines. These 
terms are somewhat misleading, however, because all practical 
turbines operate both by the action and reaction of the working 
fluid and it would be clearer to designate the two types in some 
other way. 
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In Fig. 7 is a simple impulse turbine having curved vanes 
against which the jet of steam impinges. The expansion of the 
steam is completed within the nozzle, and there is no expansion 
in passing through the wheel passages. The pressure between 
the vanes is the same as the pressure within the casing in which 
the wheel runs and the steam flows freely through the wheel 
passages in virtue of the kinetic energy given it in the nozzle. The 
wheel is driven ahead, first by the pressure due to the impulse of 
the steam and then, after the vanes have reversed the direction of 
flow, by the reacticai of the steam. 




In Fig. 7, JV is the nozzle, which may or may not be a diverging 
nozzle, according to the pressure against which it is discharging, 
and W is the wheel. With the vanes constructed as shown, there 
would be spaces S S not filled by the steam, since the area of the 
passages at these points is greater than at the entrance and exit. 
Some manufacturers, however, make the blades thicker at the center 
than near the edges, to maintain a constant area and so avoid pos- 
sible eddy currents. Although a so-called impulse wheel, it will 
be evident that this wheel acts both by impulse and reaction. The 
chief characteristic of this type is that tiie expansion occurs wholly 
in the nozzle or guide passages, as' the case may be. 
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What would strictly be an impulse wheel is show-n in Fig. 8, 
where the vanes are so curved that with the wheel held stationary 
the steam would leave them in a direction pamllel vatii the shaft. 
The wheel is therefore propelled solely by the pressure against the 
vanes due to the impulse of the steam, and would be inefhcient 
because the steam would have a high residual velocity when it 
left the wheel. Such a wheel is on the principle of the stationary 
vane in Fig. 4. against which the water exerted only half the pres- 
sure that it did when the force of reaction was taken ad\-antage of. 

Reaction Steam Turbr>,-s.^\n Fig. P is the simplest t>-pe of 




wheel. Here the steam en-.er* the :rv.nnion T. flowing 

oatn-ard through the two hollow am;s A A. until it dis- 

tfarough the nozzles .V .V. The arms iherefore rotate in 

tion opposite to that in which the >:e.iin escapes. a:id are 

. entirely by the reacticn of the sieanL The chief liimculty 

lis U-pc of whee! :- :he excessively iiii;h s(xv.i of r^r?.::.:.n. 

loung the whee'i •-, V perfectly ir^e t^^ move, its i:v;::entum 

(Id be equal to the ~onien:uni o: the esc;\pin£: 5;ea:r. The 

odty of the arms ao-M theoretically be less than the vetooiiv 

the steam only :n =•-> far as the :!>»:;■; ot the arms was greater 

'han that of the steaTr. 
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In Fig. 10 is shown a more practical form of reaction wheel. 
Here there is first the innpact of the steam against the buckets, 
but the expansion in the nozzle is only partial and the steam 
expands still more and acquires additional velocity in flowing 
through the wheel, provision being made for this, if necessary, 
by having the passages diverge in the direction of the flow, as 
shown at V, The steam therefore reacts upon the wheel when it 
leaves the vanes as a result of the energy acquired in the wheel 
itself, and this feature gives it the name of a reaction wheel. It 
will be seen, however, that the wheel acts both by the impulse and 
the reaction of the steam just as in the case of the impulse 
wheel. The distinction between the tzvo is that in the impulse 
wheel the expansion of the steam is complete zvithin the nozzle 
and in the reaction zvheel it is not completed until after it enters 
the wheel passage. If it were possible to attach a steam gauge to 
one of the s|>aces between two wheel vanes, it would show a 
pressure equal to the pressure of the medium in which the wheel 
was turning in the case of the impulse turbine and a pressure 
higher than that of the surrounding medium in the case of the 
reaction turbine. 

Shape of Vanes in Impulse and Reaction Turbines. — The illus- 
trations,* Fig^. 11 and 12, represent the guide vanes and moving 




Fig. 11. Shape of Vanes in Impulse Wheels. 

vanes of impulse and reaction turbines respectively. In impulse 
turbines the wheel vanes are symmetrical or nearly so. In Fig. 
11, G G are the guide vanes which, if the fall of pressure is small, 
need not provide diverging passages. The wheel vanes at Vi 
have both faces parallel, and the vanes at Vj are thicker at the 

•From a paper by M. J. Rcy read before the Soci6ti6 dc Ingencuirs Civils de 
France. March, 1904. 
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center than at the edges, forming' passages of a uniform width, 
as explained in connection with Fig. 7. 




Fig. 12. Shape of Vanes in Reaction Wheels. 

In Fig. 12 G G are the g^ide vanes and V V the wheel vanes 
showing in a general way the contour that must be obtained in 
reaction turbines. 

Steam Turbine T3rpcs. 

The Simple Impulse Turbine. — The simplest possible arrange- 
ment of the steam turbine is shown in the diagramatic sketch, 
Fig. 13, where N is a nozzle directing a jet of steam against the 
vanes of a single wheel W inclosed in a casing. This is like the 
De Laval turbine, which must utilize steam flowing with a velocity 
of 3,000 to 4,000 feet a second, and the peripheral velocity of the 
wheel should be nearly one-half of this to utilize the total energy 
of the steam. In the De Laval turbine the peripheral velocity is 
frequently as high as 1,200 feet a second or as high as safety will 
permit with the strongest materials for the rotating member. 
Such high velocity of rotation makes it necessary to use speed- 
reducing gearing. 

Principle of the Compound Turbine, — In turbines of large 
size it is desirable, and in fact necessary, to avoid such high speeds 
of rotation and to do away with the reducing gears, and this 
is accomplished in several other types of turbines through com- 
pounding. A compound turbine may be built either for water 
or steam, and it is entirely possible for a water jet to flow at such 
great velocity as to make compounding desirable for a water 
turbine. The principle of compounding is very simple and is thus 
explained in Bodmer's text book "Hydraulic Motors" : 

"If a turbine is allowed to run at a much lower speed than at 
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the best, the water leaves the buckets with a very considerable 
absolute velocity, and there is consequent loss from unutilized 
energy. This energy might, however, be usefully employed in 
driving a second turbine, the water, after leaving the first, being 
deflected by a set of stationary guide vanes to cause it to enter the 




second wheel at the proper angle. Both turbines could be keyed 
to the same shaft and their speed would be much lower than that 
of a single turbine driven by the same head of water and utilizing 
it to the same extent. This arrangement would constitute a com- 
pound turbine and it is clear that, instead of two wheels only, 
thiev or more might be employed in the same way, the speed being 
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lower the greater the number of wheels. The only object in using 
a compound turbine in preference to a single one would be to 
reduce the speed in cases where the head was g^eat and high 
velocity of rotation inconvenient or impracticable." 

Cbmpound Impulse Turbines. — There are different methods of 
taking advantage of this principle of compounding, the simplest 
one of which is shown in Fig. 14. Here steam flows through the 
expansion nozzle N which reduces its pressure to that of the 
medium in which the turbine wheels rotate. The steam then 
impinges against the vanes of the wheel \V^, Its direction is 
then reversed by the guide vanes G and it next impinges against 
the vanes of wheel J^2« o*^ ^^^ same shaft S as the other wheel. 
In this example the action is the same as outlined above by Bod- 
mer, and the steam, having acquired its velocity in the nozzle, 
flows through the passages of the turbine in virtue of its inertia. 
This plan has been carried out in the turbines of Professors 
Riedler and Stumpf, although the arrangement of the parts is 
different. 

At the bottom of the engravings Figs. 13 to 17, are diagrams, 
the upper ones of which show the change in velocity and the 
lower ones the change in pressure of the steam in the different 
steps of its progress. In the first illustration the velocity of the 
steam increases from a to fc, and as it flows through the nozzle 
most of this velocity is absorbed by the wheel, the height of the 
line c d indicating the residual or unused velocity of the steam as 
it leaves the wheel. The lines 1-2 and 2-3 show that the pressure 
drops in the nozzle but does not change after the steam strikes 
the wheel. 

In the second illustration, Fig. 14, the velocity increases in the 
nozzle, but in the guide passages where no work is done it re- 
mains constant, or would do so except for frictional losses, and 
finally in the last wheel the velocity drops to the point e. The 
pressures, however, indicated by 1 2-3 are as in the previous case. 

Proportions of Passages in a Compound Turbine. — It will be 
noticed that the height x of the passage through the first wheel 
W^i, in Fig. 11, is the same as the diameter of the nozzle, while 
the height of the passages in the guide G and the second wheel 
M\ is slightly greater. The drawing is made in this way to 
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emphasize one of the principles of the flow of fluids through a 
turbine. In flowing through wheel W^, part of the steam's velocity 
is given up to the wheel so that the velocity in guide G is less 
and more room must be allowed for the slower moving fluids. 
No increase in the width of the passage in wheel W^, is required, 
because, while the absolute velocity of the steam decreases as it 
progresses through the wheel, the velocity relative to the moving 
vanes does not change, neglecting frictional losses. For the same 
reason, also, the passages through PV2 are the same in height as 
the guide passages G. As a matter of fact a turbine, equipped 
with nozzles like Fig. 14, would not require the passages to be 
proportioned as above outlined, because the stream of fluid would 
have ample room by spreading out around the periphery as it 
approached the exhaust end. 

Modified Form of Compound Impulse Turbine. — Difficulty is 
experienced in making steam flow through groups of irregular 
passages without any impelling force to overcome friction other 
than its own inertia. To supply the necessary impelling force to 
make up for frictional losses the modification shown in Fig. 15 
has been used, notably in the Curtis turbine. The steam as before 
flows through diverging passages N N and impinges against the 
vanes of the first wheel and then passes through the guide vanes 
G to the second wheel. The depth of these passages increases 
slightly from the point where the steam strikes the first wheel to 
the point where it leaves the last wheel at g, A part of the ex- 
pansion, however, is reserved to take place in the wheel and guide 
vanes for the purpose of accelerating the velocity sufficiently to 
compensate for its retardation by friction, although most of its 
expansion occurs in the nozzles as before. This turbine, like the 
two previous ones, is essentially an impulse turbine, though the 
pressure in the wheel passages is slightly higher than that of the 
medium in which the wheels rotate. 

Stage Turbines, — The arrangement of Fig. 15 is sometimes 
modified by having two or more groups of wheels and guides, 
each of which is in a separate compartment so that the reduction 
in velocity and pressure is not as great in any one step. This 
plan is followed in the Curtis turbine, where each compartment 
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Steam Turbin* Typti. 

in which the pressure is stepped down is called a stage, and it is 
known as a multi-stage turbine. 

The simplest form of stage turbine is shown in Fig. 16, which 
illustrates the principle of turbines like the Rateau and Zoelly. 
This is in effect a series of simple turbines like that of Fig. 13, 
each of which is in a separate ccmipartment. There are usually 
enough compartments so that the steam does not have to drop 
more than .4 of its initial pressure when flowing from one com- 
partment to the next, and diverging nozzles are not required. 
Steam enters through the guide passages N, and expands down 
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to the pressure in the first compartment. The pressure within 
the wheel passages is the same as without and to insure a imiform 
pressure in all parts of the compartment holes H are sometimes 
made through the wheel disks. The second set of guide pas- 
sages N2 has a larger area than the first to acconunodate the 
increased volume of the steam and the same is true of the suc- 
ceeding passages. The velocity diagram below shows that there 
is a small unused residual velocity in each case and the pressure 
diagram shows how the pressures are g^dually stepped down. 

Compound Reaction Turbines. — We now come to the reaction 
turbine of which the Parsons turbine is the most prominent rep- 
resentative. In this type the steam expands continuously from 
boiler pressure to vacuum. There are alternate rows of guides 
and vanes, the latter being attached to the drum on the turbine 
shaft. The steam flows through a fixed ring of directing blades 
N onto a revolving ring of similar blades W and so on, its pres- 
sure being reduced a few pounds, say two or three, at each step. 
The steam finally discharges at £. It will be seen that if the 
wheel were fixed and the steam allowed to flow through the 
turbine the passages themselves taken together would constitute 
a large expansion nozzle, and the flow of the steam would in- 
crease from beginning to end as shown in the upper diagram 
placed beneath the section of the wheel. 

Let the wheel rotate, however, and the velocity acquired in 
passing through the first guide ring would be partially absorbed 
by the first wheel; and the velocity acquired in the next ring of 
guide blades would be partially absorbed in the second wheel, 
and so on. The line of velocities, therefore, would be represented 
hy a b c dj etc., in the middle diagram. The pressure, however, 
drops gradually from beginning to end as represented in the last 
diagram. 

This diagram shows that the pressure in the passages of the 
turbine is maintained higher than the final pressure, which, as has 
been explained, is the characteristic of the reaction principle. 

In subsequent chapters modifications of these simple types will 
be shown, but what has been given is believed to be sufficient to 
enable the reader to understand the descriptions of the various 
turbines which follow. 



CHAPTER 11 

EARLY STEAM TURBINE PATENTS. 

It is probable that the first steam engine was a turbine. In 
Hero's "Spiritalia/* a bqpk on pneumatics issued in the second or 
third century, is a description of the whirling eolipile consisting 
of a small hollow sphere mounted on trunnions, one of which is hol- 
low for the admission of steam. The sphere is caused to rotate by 
the reaction of steam flowing from two diametrically opposite noz- 

1 zles having bent mouthpieces. This is frequently spoken of as the 

beginning of the reaction turbine; and to Branca, who issued a 

i.Li,'^*'- ^»ork, entitled "The Machine," published at Rome in lC29j is given 

J ^ credit for the first impulse wheel. This volume contains an illus- 
• tration of an eolipile, in the form of a negro's head, placed over a 
fire. A blast of steam proceeds from the mouth and impinges 
against the blades of a large wheel which it was proposed to con- 
nect by means of cog wheels with a crude stamping mill for pul- 
verizing drugs. These very early efforts could have been nothing 
more than visionary schemes, but they are scarcely less imprac- 
ticable than many of the later inventions to be found in the pag"es 
of the patent records. Comparatively few of the steam turbine in- 
ventions embody even the first elements of success, probably be- 
cause most of those who have directed their attention to the subject 
have failed to understand either what was required or what means 
must be taken to accomplish good results. ^ 

In selecting from among the j^^reat number of turbine patents 
those that appear to have useful features, the author has had in 
mind the requirements of the successful steam turbine as outlined 
in the first chapter, and has not given space to inventions unless 
they seemed to embody at least one feature that would contribute 
toward a practical and operative machine. With the exception of 

•In writing this review the author has drawn on the historical material in the 
valuable series "Roues et Turbines a Vapeur," by M. Sosnowki, published in the August, 
September, October and November. 1896, numbers of the "Bulletin de la Soci^t6 
d'Encouragement pour I'lndustrie Nationale," Paris. He has also been materially- 
assisted in his search of the patent records by the list of English turbine patents in 
Neilson's treatise, "The Steam Turbine"; and by a similar list of United States patenta 
kindly supplied by Mr. Robert A. McKee, mechanical engineer, steam turbine depart- 
ment, Allis-Chalmers Company. 
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a very few patents taken from the French patent records, specifica- 
tions of the inventions mentioned are to be found either in the 
English or in the United States patent records. 

Real and Pichon, 1827. — ^This machine operates by impulse and 
is one ci the earliest attempts to produce a wheel to run at mod- 
erate speed and at the same time utilize a large percentage of the 
energy of the steam by the principle of compounding. Certain of 
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Fig. 1. Real and Pichon Compound Turbine. 

the details of the original patent drawing are somewhat obscure, 
but the illustration has been made to correspond with the text as 
nearly as possible. The cylinder A contains a succession of 
disks, B, which divide the cylinder into compartments. The shaft 
F is turned with a series of steps upon each of which is carried a 
turbine wheel G, having short radial blades, H, around its pe- 
riphery. Steam is admitted from the boiler through the pipe / at 
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the top into the first compartment and flows in the form of jets 
through a series of openings, C, against the blades of the first 
wheel which runs in the second compartment. The steam next 
passes through a second series of holes in the second disk and im- 
pinges against the second wheel and so on to the bottom of the 
cylinder, where the steam exhausts through the pipe M, The 
shaft and wheels are carried by a step bearing and power is sup- 
posed to be transmitted through the gears P and Q. The open- 
ings, C, in the circumference of the disks, B, are bored obliquely, 
so the steam will impinge as directly as possible against the faces 
of the blades. With this plan the pressure will drop only a few 
pounds from chamber to chamber, giving the steam a compara- 
tively low velocity of flow. 

Avery Turbine, 183 1. — The first steam turbine patent to be is- 
sued in the United States was to Foster & Avery for a reaction 
wheel of the Hero type. Strangely enough, this is one of the few 
turbine inventions that has been developed and put into actual use, 
and probably it is the only steam turbine used in commercial work 
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Fig. 2. Avery Reaction Wheel. 

in this country until a considerably later date. There were several 
of these machines in operation in 1835, some of which were used to 
drive saw mills near Syracuse, N. Y. In 1901, Prof. John E. Sweet 
contributed a description to the Transactions of the American So- 
ciety of Mechanical Engineers, accompanying it by a sketch made 
from an orij^^inal drawing of the Avery wheel, reproduced in 
Fig. 2. 



EARLY TURBINE PATENTS 25 

The arm is made, with the exception of the end pieces and knife 
bladeSy of two pieces of iron brazed together from end to end at 
the edges. The openings at the ends of the anns for the steam jets 
were H l>y M inch. The speed of the tips of the arms was, of 
course, enormous. Mr. Avery states in his notebook that the speed 
of the arms of a 7-foot wheel placed upon a locomotive in 1836, 
which was put upon a railroad near Newark, N. J., and ended its 
life in a ditch, was at one time 14^ miles a minute at the pe- 
riphery. A difficulty met with was the end pressure on the hollow 
shaft, which was overcome by running the end of the shaft against 
the edge of a wheel set at right angles. The trouble in setting up 
the packing around the hollow shaft became a serious matter. It 
was also found that the knife edges at the end of each arm were 
cut away by the steam and required frequent renewal. The noise 
also was very objectionable.* 

Leroy, i8j8. — In commenting on Avery's invention Prof. John 
E. Sweet has said that he long had the conviction that expanding 
nozzles applied to the Avery turbine, in place of the plain orifices 
used, would give the benefit of expansion and produce superior 
results. 



*In a paper presented by John Richards before the Technical Society of the Pacific 
coast in 1904 and published in the Journal of the Association of Engineering Societies 
for September, 1904, is the following account of the Avery engines, written by 
Professor Sweet, a near relative of Mr. Avery: "In respect to the history of the 
Avery engines, these were made 75 to 80 years ago by William Avery, a local mechanic 
in Sjrracuse. There were about 50 constructed and put in use. One of the runners 
is now in my possession; another, that I saw years ago, had a hollow shaft of perhaps 
l^.ixich bore. The head or runner was of sword shape, the arm 1 by 3 inches at the 
center and % l-y 3^ inches at the ends, the diameter swept being about 5 feet. Steam 
was admitted through the shaft by means of a stuffing box, passed through the shaft to 
the hollow arms and escaped at a tangential issue % inch by Vi inch, at the rear corners 
of each arm, the ends of which were stopped by plugs brazed in. Owing to the rapid 
rotation of the arms — 10 to 15 miles per minute — the front edges were so rapidly cut 
away that replaceable blades made of tempered steel were inserted so they could be 
renewed. The fact that the engine had to be taken to a blacksmith shop every 3 or 4 
months for renewal or repairs had more to do with its abandonment than its lack of 
economy. As to the latter, people who knew the facts, or claimed to do so, said that 
when they changed to the common slide-valve engines there was no gain in steam 
economy over the Avery engine. Another feature that worked against the Avery 
engine was the stuffing box around the shaft, which in the hands of workmen of that 
time was apt to be set up so as to consume a large part of the power in friction. This 
was a natixral consequence, as the wear was rapid. What the result would have been 
with a truly ground shaft in a metal bush, instead of a turned shaft and stuffing box, 
making the issues expanding nozzles and multiple expanding by 2 or 3 arms in separate 
cases and connecting to a condenser, is not known. It might rival a pretty good modern 
engine. If not the best. The Avery engines were used in saw mills and wood-working 
shops of the time. They had weak starting power, and did not need much for the 
V uses named. They ran at such a fearful speed that the reducing motion was ?n im- 
pediment. Mr. Avery had to employ bands, which were far more objectionable than 
gear wheels." 
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Leroy is perhaps the first on record with this idea of the applica- 
tion of the expanding nozzle. He was a prolific inventor and had 
definite notions about many features now en^loyed in turbines. 
Figs. 3, 4 and 5 show three styles of rotating arms that he 
proposed for reaction wheels. The nozzle at AT is clearly a diverg- 
ing nozzle, as are also the orifices in Fig. 5. It is uncertain, how- 
ever, whether he understood the principle of the diverging nozzle, 
because he states in one place that a nozzle in the form of a tube, 
Fig. 4, will produce a higher steam velocity than a funnel-shaped 
opening. This would be true if the funnel flared too much, as 
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LeRoy*8 Reaction Wheels. 



Fig. 5. 



seems to be the case. It is a curious fact that the author has 
learned of recent experiments by a mechanical engineer who is at 
work upon the turbine problem, which show the same result. 
When a nozzle flares too much the expansion of the steam is com- 
pleted before the end of the nozzle is reached, and the effect of the 
divergence beyond that point is to check the flow of velocity just as 
is the case in a water nozzle which diverges. 

Leroy was one of the first to propose a compound turbine. He 
shows two illustrations of machines — one a reaction and one an 
impulse turbine, in which each wheel is encased in a separate 
chamber. In the reaction turbine steam enters the hollow arms 
of the first wheel through a trunnion at the center and escapes 
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.hrough openings in the periphery into the first chamber. It is 
then conducted by a pipe to the second wheel in a similar manner, 
where it finally escapes into the second chamber, and so on. His 
compound impulse Jurbine is entirely similar in principle to the 
Real and Pichon turbine except that instead of a succession of 
openings for the steam around the periphery the steam is con- 
ducted to each wheel by a single pipe. His drawings of the com- 
pound turbine are unpractical, because he makes no provision for 
the increasing volume of the steam as it expands. The drawings 
show passages of the same area near the exhaust end of the tur- 
bine as at the inlet end. 




Fir e. 



Another early inventor who attempted to use the diverging noz- 
zle was V(»i Rathen, who, in 1847, invented a reaction wheel 
having conical-shaped mouthpieces through which the steam 
escaped. These also flared so much as to be a hindrance rather 
than a help. 

Pilbrow, 1842. — The inventions of Pilbrow were numerous. He 
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experimented on the flow of steam and detemmied that iar 
rcoDomical resnlti the peripheral TdocitT of the wfaed nnut lie 
Teiy higfa, and accordingly devised varioos a iiaiqj je ui enta for oom- 
poundtng with a view to redodng the velocity to a practical nte. 
In all his compound turbines, bowever, he adapted the plan ol nm- 
aing two or more wheels in opposite dircctioas without statioiury 
guide vanes, as shown in Fig. 6. Here steam enters tfntMigh die 
nozzle. A, impinging against the blades of wheel C, whidi rotates 
in the directioa of the arrow. The steam then passes through this 
whed and discharges against the blades of a seoood whed, E, ro- 
tating in the opposite direction. Fig. 8 shows how he proposed 
to carry the idea still further by using several wheels, the alternate 
wheels rotating in opposite directions. Still another constructioa 
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Fi(. S. Klbrow'i Multi-Wheel TurMiw. 

tliiit ht jirofK^sfii is in'licatecl in Fig. T, where the two wheels 
ioi;it'; <in parallel shafts, as shown, and have inclined vanes so 
I'f aK-'l that slcam from the nozzle will flow through the vanes of 
\,'.i\\ v.hctls in the flircclion of the arrows. The buckets are 
ciirv'l. as ill I''if;. *>. an'l the wheels, of course, rotate in opposite 

\n';th(T iiiHTi.^iiiit: Mivtntion of Pilbrow is illustrated in Fig. 9. 
'! I i- !■ a riviT'iiiif,' turhine arranged with a n\imber of nozzles thai 
r.-iii !,■■ -lint ijfi ur 'pijcnoil successively by means of a rotary valve. 
'ill'' [ilan of iiiini,' ?ev<rral nozzles, which are brought into or out of 
;ii(i'.n by valvf>. as uscl in the De Laval and Curtis turbines. 
lifobably here has its introduction, and the invention is of value on 
thii ac'-"unt. Sicnm erUcrs the chamlwr. C, in which is located a 
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rotating segment that covers or uncovers the nozzle <:q)enings, 
a, b, c, etc At A is the wiieel with vanes pointing in one direction 
and at B one with vanes in the opposite direction. Half the nozzles 
connecting with chamber C direct the flow of steam against wheel 
A and the other half against wheel B. By rotating the segment, 
steam can be admitted to either wheel, causing the turtnne to re- 
volve in either direction, as desired ; and also the anwunt of steam 
admitted can be adapted to the power required. A rotating valve 
of this description is not to be advocated as a durable construction. 




nt. 9. PUbrow'* Plan lor Rcvening with Valve lor Conliolting Noiilca. 



H'iUon, 1848. — The inventions of Wilson rank among the two 
or three most important early steam turbine patents. His designs 
are the foreninners of the present Parsons type. He devised sev- 
eral compound reaction turbines in which the steam flowed through 
alternating sets of stationary and rotating rings of blades, expand- 
ing gradually during its passage through the apparatus. Fig. 10 
is a sketch of his most valuable invention. Steam enters at the left, 
passes through the turtnne in a longitudinal directicm and exliausts 
at the outlet at the right. The vanes, a, b and c, are attached to 
the drum, D, and rotate with it, while d, e and / are stationary 
guide vanes. The depth of the vanes increases from intet to outlet, 
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Pig. 10. ¥rUsoo*s Compound TorUne. 

allowing for gradual expansion of the steam. This is really the 
Parsons turbine reduced to its simplest elements. 

.\nother t>-pe — the radial flow wheel — is shown in Fig. 11. Here 
there are alternating stationary* and mo\-ing vanes, and the steam 
flows out^*ardly through them, at the same time expanding to a 
lower pressure. 

In Fig. 12 is still anotlier t\*pe in which there is a single rotating 




l^t 11- WiHoa's Compoood RadUUdov Turbix>e. 
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ring of blades marked B. The steam is expanded and utilized 
upon this one ring of blades several times in succession by follow- 
ing a tortuous course back and forth through this ring B. Steam 
enters at A, passes through the moving blades to the chamber C, 
then returns through the guide vanes in this chamber to the cham- 
ber D; again it passes through the guide vanes to the wheel and 
into chamber E; then to chamber F, and so on. These successive 
chambers increase in size to allow for the increase in the volume of 




the steam as it prepresses through the wheel, until finally it has 
passed around the whole circumference and exhausts at the outlet 
G. This plan of allowing steam to act at different points in suc- 
cession on a single rotating ring of blades, has since been worked 
out in various other ways, as subsequent patent specifications show. 
Dclonchant, 185$. — The speed reduction problem was attacked 
by Delonchant in the same way that it was later by De Laval ; that 
is, instead of compounding he proposed to allow his turbine to run 
at high speed and then used reduction gearing, in the form of the 
familiar "grindstone bearing." The arbor, B, of the wheel. Fig. 13, 
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Fig. 13. Delonchant. 



was supported on the circumference of antifriction wheels, C In 
explanation he says : "By the employment of these wheels instead 
of ordinary bearings, not only the rubbing of the first axes will be 
replaced by rolling friction but power will also be transmitted to 
the following parts, without gearing." In the illustration, A is the 
rotating wheel ; B, the arbor and at the center is a steam chest, D D, 
indicated in outline only. Steam passes from the steam chest 
through the passages d d d; and £ is a ring having passages e e e, 
used in regulating the amount of steam flowing through the wheel. 
The passages, d d d, are so disposed that by rotating ring E the 
passage e e e through the ring will be successively cut off from the 
steam supply, or else opened to the supply. By moving Vi2 of a 
turn one passage is closed; another ^12 closes a second passage, 
and so on. 

Tournaire, 1853. — In this year Toumaire presented to the 
Academie des Sciences a paper discussing the merits of compound 
turbines both of the impulse and reaction types. There is a copious 
extract from this paper in the Bulletin de la Societe d'Encourage- 
ment pour Tlndustrie Nationale for September, 1896, and the facts 
explained by him as essential to a successful turbine are so in 
accordance with modem practice as to place him among the leading 
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inventors. He says : "To overcome the difficulties of high veloci- 
ties the vapor or gas should be made to lose its pressure in a con- 
tinuous and gradual manner, or by successive fractions, by causing 
it to react several times upon the floats of turbines conveniently 
situated. Since the differences of pressure are considerable it is 
not difficult t'o recognize the necessity for a large number of suc- 
cessive turbines in order to sufficiently annul the velocity of the 
fluid jet In spite of the multiplicity of parts the device must be 
simple in its action and susceptible of great exactness in construc- 
tion." Tournaire believed he fulfilled these conditions by means 
of a machine composed of several wheels, with shafts having the 
same axis and driving the wheel which was to transmit the motion. 
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Fig. 14. Plan of Vanes 

in Toumaire's 

Turbine. 



by means of pinions. A plan of the buckets and vanes is given 
in Fig. 14, where G G G are the rotating elements and V V V the 
stationary elements. He describes the construction of the turbine 
in detail, but these structural features are of little interest at the 
present time. It is to be noted, however, that he appreciated fully 
the necessity for expansion. He says : "As the vapor will expand 
in proportion as it passes from the wheel buckets and directing 
rings, it is necessary that the passages between them become larger 
and larger." He also suggests losses from leakage, saying: "A 
part of the fluid escaping between the spaces, which it is necessary 
to leave between the fixed and movable parts, will exert no actioni 
upon the tufbine, nor will it be guided by the directing buckets. 
Shocks and eddies will be produced at the entrance and exits of 
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the buckets." Again, "The fricticm which the narrowness of the 
channel will render considerable will absorb an appreciable part of 
the theoretical work." As to the structural features he suggests 
among other things, that "the cogs of the pinions which will turn 
with great rapidity, should work very evenly without shocks and 
jolts," and proposes the use of helicoidal gears. His turbine, as 
well as some of the others already de- 
scribed, is a vertical turbine rotating 
on a vertical axis. 

John and Esra Hartman, i8^.~ 
Standing in importance with the inven- 
tions of Wilson and Toumaire are the 
English and .\merican patents of the 
Hartman brothers, from the drawings 
of which Fig, 15 is made. The patent 
relates to a "mode of obtaining motive 
power b\ causing steam or air to im- 
pinge upon a series of chambers with 
curved bottoms ranged around a wheel 
at or near the periphery thereof; and 
second, llie general construction and 
arrangement of machinery or ap- 
paratus for obtaining motive power." 
Fig. 15 shows the most important 
modification of the patent, of which 
the following is the inventor's descrip- 
tion: "This represents a detail of the 
third modification wherein we propose 
lo eniptny two wheels, C O, both 
whct-ls being fast on one shaft, D. 
i"'"""-"i''i;^ faces of these wheels for the 
hambers, rf d. the bottoms of 
^ite to that of the bottoms of 
. : ■■•. '.. chambers in other respects are 
the wheels and are fitted to a rim which 
ircd to ilie interior of the casing G. The 
'1e of the wheel and the discharge pipe. //. on 
ond wheel. 
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"The jet pipe on being first introduced impinges against the 
curved bottcMiu of the chambers in the wheel C, and is thence di- 
verted against the fixed chambers, d d, whence it is again diverted 
on to the curved bottoms of the chambers in die sec(»id wheel, C, 
and finally passes off by the escape pipe, H." 

Charles Monson, 1862. — We have already illustrated types of 
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simple reaction wheels, but a search of the patent records shows 
that several inventors have attempted to improve on this arrange- 
ment and produce a turbine which will run at slower speed, by 
having a succession of simple reaction wheels, each one in a sepa- 
rate chamber and arranged so that steam issuing from a wheel into 
its chamber will then pass through to the next wheel, and so on. 
This in substance is the design of Monson's turbine, shown in Fig. 
16. The leading specification of his patent is as follows : "A re- 
peating rotary engine constructed in a manner so as to operate sub- 
stantially as described ; namely, of two or more sets of curved anus, 
B, C, D, or their mechanical equivalents ; a series of two or more 
tight chambers or passages, A, and a shaft or its equivalent divided 
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Hoehl, Brakell & Gunthcr, 1803, — The lurbine produced by this 
z^gTegsXioti of inventors has as its only noveIt>- an arrangement of 
passages by which the steam returns en itself and so is utilized 
twice by the same wheel, although an additional set of wheel 
blades is required. Steam enters the chamber A, passes radially 
tward through the guide passages B to the wheel blades C, then 
<!harges into the annular chamber D. where its motion is re- 
ed, and escapes throujrh E to another set of buckets F. and 
ly to the exhaust chamber G. 

errigault & Farcot. — The type of turbine here exemplified is in 

iciple like Wilson's turbine, in Fig. 12. the latest representative 

. which is found in the compound turbine of Messrs. Riedler and 

tumpf, to which reference will be made later. The inventions of 

errigault & Farcot took several forms, but the general principle is 

irel! illustrated by Fig. IS herewith. Here steam enters through 

he pipe or nozzle A and impinges against the wheel buckets, 

Kissing through to the other side of the wheel where it discharges 
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into pipe B. This pipe brings the steam around again to the inlet 
side of the wheel, allowing it to discharge a second time against the 
tuckets of the same wheel, when it is again picked up by a second 
pipe C, and so on. The exhaust is finally through pipe D. 

The arrangement consists essentially in a bundle of bent pipes 
having openings a, b, c, through which the steam impinges against 
the wheel buckets; and openings on the other side, x, y, etc., 
which gather up the steam flowing from the wheel and bring it 
round again to the inlet side. The object is to utilize the steam 




Pic. II. CompDUDd Turbiii* with Only On> WhHt. 

over and over without necessitating a series of rotating wheels. 
It is a system that has been tried with various modifications, but 
without much success. Its obvious disadvantages are: Large 
losses from frictitm and leakage, and the wide range of tempera- 
tures through which- the same buckets must pass, thus causing 
condensation and reevaporatton as in the steam engine. 

MoorkoHse, 1877. — Among the most successful types of turbine 
is that having a succession of chambers in each of which is a single 
impulse wheel. There is only a slight drop in pressure from cham- 
ber to chamber, so that the velocity of the steam does not become 
excessively high at any point. The latest turbine of this description 
is the Hamilton-Holzwarth, built by the Hoovens, Owens, Rent- 
schler Co., Hamiltcm, O., and the earliest one of which there is 
any record is the invention of Real & Pichon, 1827 — the first pa- 
tent referred to in this scries. The invention of Moorhouse is for 
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His patent is a broad one and fu'.ly covers this requirement as a 
Rt-ncnil principle, apart from tlio exact method used in its applica- 
tion. In his s]H'cificaiions he says that his invention consists of a 
cyliiiiier Imili in sccliiins, each section composing a separate com- 
partninit. TlirnnRh tlio cemor of the cylinder passes a revolving 
(irivin^j sliaft upon which is fitted a series of turbine wheels, each 
having, at or near its cirauiitoroiice. a sufficient number of buckets. 
These whvHs are as nirinv in number as the compartments into 
which the cyHndiT is (hvided. Had) compartment contains a tur- 
bine wheel, anil is scpuralcd from the adjoining compartment by 
means of a ilividiuK plaii' or .lia[ihra£rni. The foregoing is con- 
densed from his speciiicjiii.ms. but i-orrectly represents their mean- 
'Te then i;oeK imi io sav : 
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"Openings are made in the dividing plates which separate each 
compartment from the adjoining ones, and the area of these open< 
ings is proportioned to the pressure of the steam or other driving 
fluid, and to the number of compartments and turbine wheels, and 
to the extent to which it is desired that the driving fluid should be 
expanded before being finally dischai^d from the engine. By this 
means the driving fluid, admitted at its highest pressure into the 
smallest compartment, passes into the second compartment through 
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openings of such area that it expands to a calculated extent. The 
same process is repeated, etc." 

He says that various forms of turbine may be used, and his first 
claim is as follows: 

"In OKnbinatitHi with a rotary engine, the dividing plates be- 
tween the compartments provided with openings forming com- 
munications respectively of varying area between said compart- 
ments, the turbine wheels in such compartments, and a driving 
shaft, substantially as and for the purpose set forth." 

Cutler, 18^9. — This is a radial outward flow turbine in which 
the compound principle is used. Steam enters at the bottom, passes 
to the center and then flows radially outward through the passages 
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P' r:::-/.e :: a f:r.<!e vj.ce!. '..v.ir.c .^ >."C- >-* v^- ^"anes. but differs 
scrr.-r.v-.i: f':::: :::e :::r*: i-es .'f V. :'.>— i- : Perrlgau'.t and Farcot. 
Stearr. enters a: .-:. r.-.sses :hr-x:cr. :'*e r.^rr'.e ani impinges against 
the lurkets f f f. T'.cs,? *rv.jk;:> .-re >e!::: -c:rc*j '.ar in shape, as 
indicated ir t:.e sectirr.r.l vio-v ir. :!-.c v.^rcr left-r.ari comer of the 
illus:rat:c'n. The stear.t enters at .ne site of the bucket, follows 
the curbed stirface of the httcket. an '. /.ischarces into the opposite 
side of a senti-circtnar statirr.ary hv.j'set :r i^-:i^'.e P. Here the 
direaion cf Viow of the steant is acain reversed. The steam, as 
before, flows around the siationar} ir.v. 'o surface and discharges 
\t of the buckets T. whence it is carried along to the 
tonary bucket, and so on. ahemately entering the succcs- 
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sive wheel buckets C C C and the successive stationary buckets 
D D D. It finally discharges on the opposite side of the turbine 
casing, at E. In the meantime steam enters at A on the right-hand 

side of the casing and zigzags through the lower half of the wheel 

in a similaF manner, exhausting at E on the left-hand side. 
De Laval, 1883. — The first patent of this noted inventor was for 

a reaction turbine and was taken out in 1883, in several countries. 

According to the specifications, steam {or other fluid) enters the 
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wheel at the center through a nozzle, and passes outward through 
liollow curved arms, escaping at their ends, and causing the wheel 
to rotate at high velocity. The wheel shaft drives another shaft 
at a slower speed, by means of friction wheels, the requisite 
pressure between the friction surfaces being obtained by the axial 
"thrust of the turbine wheel. The principle of this turbine is no dif- 
ferent froni that of the first American patent by Avery in 1831, but 
its applicatioa to centrifugal cream separators, for the extensive 
<leve)opment of which Dr. De Laval has been responsible, was 
successful and marks the beginning of an important career by this 
inventor in the manufacture of steam turbines. 

Sabbitt, 1884. — B. T. Babbitt, besides acquiring fame as a 



42 



STEAM TURBINES 



manufacturer of laundry soap, was both an inventor and a me- 
chanic, and one of his inventions related to a steam turbine of the 
type shown in Fig. 22. This is an inward-flow turbine with two 
wheels, A and B, having rows of buckets on their peripheries. The 
wheels rotate in opposite directions. The steam from the nozzle N 
impinges against the buckets of the outer wheel, which it is sup- 
posed to leave with a considerable residual velocity, and gives up 
its remaining energy to the buckets of the inner wheel. The chief 
novelty of the invention is the method of transmitting power from 
these two wheels to the slow speed shaft F. The turbine wheels 
are mounted concentrically on two sepa- 
rate shafts, having the same axis, shown 
at £, There is a pinion on the outer end 
of each of the shafts. One of these 
pinions gears with the internal gear C on 
one end of the slow speed shaft F, and 
the other pinion gears with the spur wheel 
D on the other end of shaft F. 

Isaac Last, 1885. — This is another ex- 
ample where the steam is caused to re- 
turn upon itself, first flowing radially out- 
waril then reversing and flowing radially 
inward, just as in the Hoehl, Brakell & 
Cunther turbine. Fig. 17. In Last's tur- 
Fig. li. i»ic LMt. bine, however, compounding is carried 

further than in the former, there being a 
series of wheels placed side by side on the same shaft. In the sketch, 
ABC are the different chambers in which the wheels rotate; a a 
are the guides for directing the steam against the wheel buckets 
and b b are the wheel buckets. One drawing in the patent speci- 
fications of Last has a very modem appearance, in that he shows 
a compound turbine built up of two parts, the high pressure and 
the low pressure, in each of which is a series of compound wheels. 
The high-pressure and low-pressure sections are connected by a 
pipe, and their arrangement resembles that of some of the turbines 
built to-day. 

Parsons, 1885. — With a patent issued in several countries in this 
jear, the Hon. C. A. Parsons, who was the first to place the turbine 
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on a commercial basis, enters the field. In all his work he has 
adhered to the reaction turbine and is responsible for the success- 
ful development of the compound reaction motor. In Fig. 24 is 
a section of one of his patent drawings. Steam enters at the center 
A, and passes right and left between the series of guide vanes at- 




Fig. 14. Panon'i First Imporiint Patent, 
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tached to the outer casing and the rotating blades attached to the 
inner drum, which has the journals, B B. Steam escapes to the 
exhaust passages E E and finally to the exhaust pipe shown by 
dotted lines. The following paragraphs are extracts from his de- 
scription : 

"I arrange the portions of the motor to form an approximately 
cylindrical figure, the whole being mounted upon the same shaft, 
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the first delivering into the second, the second into the tliird and so 
on. Each portion comprises a set of fixed and a set of moving 
vanes, the direction of motion of the actuating fluid being generally 
parallel, or approximately so. To balance the end pressure upon 
the cylinder, I mount two similar sets of rotary parts upon one 
shaft, one set being so placed at each side of the inlet for the actuat- 
ing fluid that the entering stream divides right and left, and the ex- 
haust takes place at both ends. 

**As the speed of the motor will be necessarily hig^, and perfect 
balancing of the moving parts would not be practicable, I give to 
the bearings a certain very small amount of elasticity or play com- 
bined with a frictional resistance to their motion." 

This refers to the well-known Parsons construction shown in 
iMg. 25. in which there is an annular space, between the shell of 
the l)earing and the pocket for the shell bored out in the frame, 
filled with a series of metal rings. Every other ring is bored to fit 
the outside of liio siiell, but its outside diameter is smaller than the 
bore of the pocket, as in a a. The alternate rings b b are turned to 
fit tlic jXKkct, but are bored larger than the outside of the shell. 
The rings are forced together by a spring s, so that they offer con- 
•idcrable resistance to any lateral movement of the bearing. 

lie says: **The lubrication is eflFected by forcing lubricant 
througli pil>es to the parts to be lubricated and for this purpose a 
pump can be employed. To prevent leakage past the shaft at the 
end covers of the casing, whicii, when steam is the actuating fluid, 
would be Inconvenient, I form annular recesses in the covers 

' ^ft ends* and place tiiese recesses in communication 
which a jxirtial vacuum is maintained by suitable 
I steam jet." 

Str, 1888. Tarsons took out a patent in which the 

JPe arnuiged in groups, each successive group being 

tfter than the proooiiincr ^uo. to allow the steam, as 

o flow through l^rcor spaces, as required by the in- 

«ii specific volume oi the stoam. He also proposes to 

(l-tight joints at tho hoarincs by athnitting water under 

an annular gnvno pas^inc around the bearing. He 

'rttinjf a spiral groove on tho sliaft. at the section where 

^r RTOOve occurs, with tho idea that when the shaft is 
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revolving at high speed, the spiral will diminish the quantity o( 
water forced into the turbine casing by the air pressure, when the 
turbine is running condensing. 

Althatn, 18^2. — A compound turbine consisting of two rotating 
wheels, one inside of and concentric with the other, is the invention 
of George J. Altham. The buckets of the inner wheel are arranged 
in its outer periphery and those of the outer wheel in its inner 
periphery, so that steam will act alternately on the inner and outer 
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wheel, and successively on the different buckets of both wheels, 
the arrangement being such that the wheels rotate simultaneously 
in <^posite directions. Fig. 2G shows at the left a cross-section 
of the rims of the two wheels in which the buckets are cut. The 
other sketches show longitudinal sections of the rims. Steam is 
discharged from the nozzle into one row of buckets of the outer 
wi.eel, whence it passes to the first row of buckets of the inner 
wheel, thence to the second row of the outer wheel and finally to 
the last row of the inner wheel, from which it discharges into the 
turbine casing. In the smallest sketch. Fig. 2G, the construction 
IS indicated where there is only a single row of buckets in each 
wheel. In this same year patents were granted to J. F. McElroy 



46 STEAM TVRBISES 

for a turbine with L'-shaped channel, b-^ with ooe set oi ranes 
attache<j to the casing. See. also. Imrav'- patou of ISSl. 

Doi^, iSffj. — Wlien tarfaines &r=i began to come into pnMni- 
ceace m this counir>-. the oo€ in\-entcd b?" T. H. E>ow was ooe of 
the three or four thai were njost frequently roentiGoed. His first 
patent was issued in 1^ST. and later several others wen taken out, 
but the cue showing the most comp'etely worked out design was 
issued in lo93. All of ibe Dow turtrincs are oi the radial outward- 
flow type, consisting of alternating rings of rotating and stationary 
vanes, and in this respect resemble (we of WOsoo's inventions of 
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l*;!. In Fig. 27. taken fro:ii his laiest patent. .-I is the ring of 

stationary vanes directing the steant against the ring of rotating 

blades B. and C is anr^ther ring oi staiionary vanes. D a ring of 

<ating blades, etc. A pec'^iliariiy of the drawing shown is that 

e stationarj' vanes are n:: curbed at their inlet ends in a way to 

ide the steam into tiien; in the direction in w hich it leaves the ro- 

ing blades, except a- -.he iaiier might be desijrned so that steam 

mid leave tliem in :he lireaion in which the wheel is turning, 

-'hich would be an incmclent arrange:i!e:;t. As actually con- 

jtructed, however, tiie qi:; le vanes were ciir\ed correctly and the 

turbine was built a'.-mz th.e line? shown in the reference to it in 

Thurston's maniia". r-i the steam engine. In :he patent of 1887 

there is a single sliai't on which are two disks facing each other, 

having annular row= of vanes cut on their inner faces. Between 
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these two disks ts a central stationary disk with annular rows of 
guide vaties cut on each of its faces. The arrangement is sliown 
in Fig. 28. Steam enters at the center, and flows radially outward 
between the vanes on each side of the central disk. In his latest 
patent Dow compounds his turbine still further by providing sev- 
eral rotating and stationary disks ranged along the shaft on each 
side of the center. Steam enters at the center and gradually works 
outward toward both ends of the turbine. 
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De Lat-al, 1894. — De Laval's most important patent relates to his 
expanding nozzle, in combination with a turbine wheel. It is in- 
teresting to note in this connection that the expanding nozzle was 
patented in this country in 1867, patent 64,539, for steam injectors. 
De Laval, however, was the first to apply the principle of a diverg- 
ing nozzle for the expansion of steam to a turbine. The two 
broadest claims of the patent are the following : 

1. The combination with a bucket or turbine wheel, of d sta- 
tionary nozzle opening adjacent to the wheel and having its bore 
divei^ing or increasing in area of cross section toward its dis- 
charge end, whereby the elastic fluid under pressure is expanded 
in passing through the diverging nozzle and its pressure is con- 
verted into velocity before the jet is delivered against the wheel. 
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*J, The combination with a bucket or turbine wheel, of a sta- 
tionary nozzle opening adjacent to the wheel and provided with a 
contracted receiving portion and with a discharge portion having 
its bore diverging or increasing in area or cross section toward its 
discharge end, 

Maison Bre^u^'t, iSp^, — ^Judging from the illustration accom- 
panying this patent, it introduces no new principle that was not 
inchidcvl in the invention of Hartman's compound impulse turbine, 
tho |\itont tor which was taken out in 1S58. That is to say, the 






X 



V 






N 



r^. ^ft ?>*"»« r«t*nt imo*^ ?c the finr 

4lhistratiiMi ^s^liv^ws A OiY."ivcrc">'C ri. ::"f :r rrr.riecnan in-ith rotating 

■^^ blades A-Ttrn.'^Tir.j: w ^tl-; <:,-:: \^r.,^r> v.ir.es. This is nothing 

than whA: :s sh."^\sr. ir. V.^nriv-r's Tiaient drawings. 

ly the :t\: v^: :>r ^rr<::t:r: iv.tr::: reads, however, the 

unentiV h^r' ::■: '.:."/■:.■. ::"'f ::r:^rs:ven:ier.t of ihe De Laval 

ii sxich "is :V o^'^sc >c cvi.-^cr.i'y ir.itndeG to imply the 

Wjjini: Ti.^rr'r rstf,-./ .v a vV^vfrp-C nrcxle in con- 

dth a c^tW.-.w." .'. :;■.:!■ -r ".\-::.rc :^-is interpretatioo 
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icvi eir.:>r^":s r-^.v. .-^ ;> : /:,x*<.. :Sf Ccrds ;«tent 

d :hf N,": '^r ■."'■ •'s'":rV ^^ ;.S.X': :\*r yea-s. The 

■I cJ tlv nvr:-:\^'* <:;.:,'s :^r,: -* t-r T^f IjEvil turbine 
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if the steam has a velocity of 1,100 meters, it still discharges from 
this turbine with a velocity of 440 meters, and this velocity is much 
higher when the circumferential velocity of the turbine is less. 
The idea that has naturally come to us is to utilize anew this lost 
velocity in a second turbine mounted on the same axis, and even 
in exceptional cases in a third, so as to increase the use of the tur- 
bine. We affirm as our property the invention of the compound 
steam or gas turbine, in which the steam, or gas, after having lost 
a part of its live force in the turbine buckets, finally loses the re- 
mainder in the buckets of one or of several other disks mounted 
or» the same arbor." 




Pig. 31. Seger's First Patent. 



Seger, 1894. — Seger's turbine has been built and used to some 
extent abroad. His first patent specification, issued in 1893, shows 
an arrangement of wheels indicated in Fig. 31. Like Pilbrow and 
B. T. Babbitt, he seeks to secure a moderate speed of rotation by 
using two wheels turning in opposite directions. The steam, in 
leaving the first wheel, impinges directly against the second with- 
out any intervening guide vanes. The turbine wheels are on 
separate, parallel shafts, and at G are the gears by which the 
motion of the wheels is transmitted to the driving shaft, S, N is 
the nozzle through which steam enters, and E the exhaust pas- 
sage. His claim is for "a steam turbine in which the turbine 
wheels are placed in close proximity to each other, and are com- 
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bined with one or more steam conduits discharging into the sides 
of said wheels in such a manner that the steam passes through the 
wheels in the direction of their axes, and in which the shafts are 
arranged out of line with each other so that the wheels only partly 
overlap each other." 

In his patent of 1894, Seger shows wheels arranged on the same 
axis, but rotating in opposite directions. A feature of the patent 
is the method for fastening the buckets in diagonal slots cut in the 
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wheel rims. The lower view, Fig. 32, shows these slots, and in the 
upper view the rings, R, forced inside the rim, hold the projecting 
ends of the buckets in position. This construction will be evident 
from Fig. 33, where A is one of the buckets. At B the bucket is 
placed in the rim and at CC its projecting ends are bent over im- 
demeath the rim. In 1897 Seger issued an English patent up(«i an 
arrangement of his turbine by which the belted connection could 
be used for driving the low-speed shaft, Fig. 34, from which power 
is taken. Here A and B are the turbine wheels rotating in oppo- 
site directions and attached to the ends of shafts which carry, at 
their outer ends, small belt pulleys. On the shaft, S, are two pul- 
leys. If',, W,. of equal diameter, one of which is fast to the shaft. 
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he other is loose on the same shaft. The belt passing around 
everal pulleys, as indicated, transmits power from the tur- 
heels to the main shaft. 




:Elroy, 1894. — This year marks the beginning of the im- 
nt patents on turbine wheels of the Pelton type for use with 
astic fluid. Two patents were issued, one to J. F. McElroy 
8 country, and one in England to Professor A. Rateau. The 
gement of the nozzles and wheel of McElroy's invention is 
n at ^ in the sectional view. Fig. 35. Nozzles with diverging 
hpieces are used. At B is a section of a bucket in a plane 
lei with the shaft, tc^ether with an enlarged view of one of the 
es. At C is a section through a bucket taken in the other 
tion. While an efficient type of bucket is shown, and Mc- 
r*5 claims as to its shape are broad, taken by themselves, they 
ombined with certain other constructive features which limit 
Mpe of the patent. What he claims is first a wheel comprising 
id metal ring having a series of inclined pockets therein, the 
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pockets of each pair being divided by a tapering ndge in combina' 
tion with a circular steam ring having a circular series of nozzles; 
and secondly, pockets as above described, but with a flat inclined 
cut-away portion for each, as shown in the sketch. 

RaUatt, 1894. — Professor Rateau. of Paris, was one of the ear- 
liest to experiment with a steam turbine having a single wheel of 
the Pclton type. The essential features of his English patent on 
this are shown in Figs. 36 and 3T, which represent the wheel vanes. 
He incenrlc'I primarily to produce a reversible wheel and uses 
\A\zVrtV' itrojectiiifT radially, with double cancave surfaces, A, B, 
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Fig. 39, which form a dividing wedge at the center, just as in the 
Pelton water wheel. For reversing the direction of rotation, he 
uses steam jets flowing in the opposite direction and impinging 
against the backs of the blades. The backs are shaped as shown 
at C, with a single concave surface, instead of with the double 
curve, in order to avoid any obstruction to the steam when running 
in the normal direction. While the single curve is less eflident than 
the double curve, it answers the requirements for the brief periods 
during which the turbine has to be reversed. 

When the wheel is to be designed for forward motion only, 
Rateau presents the construction of Fig. 37. A and B are two 
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concave vane surfaces and at the rear of each bucket an inclined 
groove, C, is cut, represented by the dotted line, bp, in the upper 
view. This allows the jets of steam to strike the buckets, one after 
the other, without interference from the successive buckets as the>' 
come into position. The sectional views at the right are taken on 
the line, XY, looking, in each case, in the direction of the arrow 
drawn under each view. 

While it is not introduced as a definite claim in this patent, Pro- 
fessor Rateau mentions that where the speed of the fluid is too 
great it may be necessary to arrange these turbines in series on the 
same or independent shafts, in which case the openings of the noz- 
zles should all be designed to deliver the same relative quantity 
of fluid at the same moment. This he would accomplish by using 
distributing valves for supplying steam to the nozzles, and having 
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these vahes all operated positively from the same source so that 
they would act in unison. 

Parsons, 1895. — ^^ ^^e method of governing used on Parsons 
turbines, an oscillatory motion is given to the throttle valve by an 
eccentric driven by the turbine, and the extent of this movement 
is controlled by a governor. In the illustration, A \s a. double- 
seated throttle attached to a valve stem, B, which is connected with 
a piston, C, working in a cylinder above the valve chamber. At D 




is a pilot valve for controlling the motion of the piston. The steam 
enters the chamber, E, and flows downward through the valve to 
the lurbine. An opening from E to the space below the piston 
allows the steam to push the piston upward against a spiral spring 
which pushes it downward in case the steam pressure underneath 
the piston is reheved. When pilot valve D closes the port leading 
from the space below the piston, the pressure maintained under the 
piston causes the latter to rise and with it the valve A, but when 
valve D uncovers the port, steam escapes from imder the piston and 
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passes around to the top, and together with the spring serves to 
close the valve. 

A floating lever mechanism is used for controlling the pilot valve. 
At F is an eccentric driven by a worm and worm-wheel, which 
oscillates lever G about its fulcrum, /. At point K, on lever G, the 
lever H is fulcrumed. One end of lever H is connected to the 
governor and the other end to the pilot valve D. The pilot valve, 
therefore, is controlled both by the motion of the eccentric and the 
motion of the governor. The eccentric keeps the pilot valve and 
hence the main throttle valve in constant oscillation, while the 
movement of the governor changes the positions of the limits of 
this motion. For example, if the turbine were running with a 
light load, the valve would oscillate in the lower end of its possible 
path of travel and would shut off steam entirely at each oscillation ; 
but if the turbines were heavily loaded, the valve would be moved 
upward by the governor and its path of travel would be located 
higher, so that steam would flow through the valve continuously, 
although it would be throttled more or less as the valve moved up 
and down under the action of the eccentric. 

Sebastian Z. de Ferranti, 1895, — The patent taken out by this 
inventor is to be classed with Hartman's patent of 1858 and that 
of the Societe Anonyme Maison Bregnet, 1894, all three of which 
propose a compound turbine containing certain features employed 
in the Curtis patents now used by the General Electric Company. 
It is to be noted, however, that, like his predecessors, Ferranti 
fails to specifically state that he wishes to employ a diverging nozzle 
in combination with a compound turbine, which is an important 
feature of the Curtis type of wheel, although he says that he in- 
tends to utilize fluid in the wheel, "after complete expansion and 
the acquisition of the maximum velocity," which, under certain 
conditions, can only be attained in a diverging nozzle. He advo- 
cates the use of superheated steam and also refers to gas turbines. 
The following is an extract from his specifications : 

"I construct impact engines in which the working fluid impinges 
after complete expansion and acquisition of the maximum velocity, 
upon semi-drcular rotating blades fixed round the rim of a motor 
wheel. The working fluid enters the blades at a high velocity and 
has its direction reversed, a portion of its energy being turned into 
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Fig, 39- One Plui tor Compounding. 

work, and rotates the wheel, and then leaves at the other side of 
the blades at a diminished, though still high velocity. I then pass 
it through a set of standing semi-circular blades of exactly the same 
description as the rotating blades, but with grooves in the opposite 
directi(»i, which reverses its direction, bringing it back to the 
original direction of motion, when it strikes the blades of the second 
wheel and delivers up a further portion of its energy and comes 
out at a reduced velocity. This process is repeated until the 
steam issues from the last set of blades with practically no useful 
velocity, it having fifiven up nearly all its energy to the rotating 
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blades of the wheel The object is to convert the whole of 

the energy and pressure in the working fluid into velocity of the 
particles, which then react backward and forward through the 
rotating and standing blades of the machine, thus constituting an 
impact multiple re-active engine. 

"The engine may be made with oat or more expansion tubes 
according to the power it is desired to obtain. More or less of these 
expansion tubes may be used and actuated by the governor accord- 
ing to the power required for the time being The expansion 

tubes stand tangentially from the periphery of the wheel and at a 




Plan for Compo 



slight angle to the side of the wheel so as to deliver its working 
fluid in the most suitable position," 

Fig, 39 shows the principle of his scheme, N being the nozzle. G 
a set of rotating vanes, V stationary guide vanes reversing 
the direction of motion, and so (Mi. The design of turbine 
proposed by him is illustrated in Fig, 40, where W is a nozzle 
and G and V the rotating and guide vanes respectively, ihe 
rotating vanes being attached to a conical drum on the end 
of the turbine shaft and the guide vanes attached to a casing 
on the turbine. In this design he plans to have an increasing 
area for the steam as it flows through the turbine, after Parsons' 
plan, which is somewhat contrary to the statement of his 
specifications. In Fig. 41 is still another proposed arrange- 
ment in which the steam, directed by the nozzle, N, impinges 
against the wheel vanes, W, and is then taken up by the U-shaped 
passages, C„ and returned to the wheel vanes, where it is again 
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taken up by the (/-shaped passages, G^, This is another modifica- 
tion of the schemes advanced by Wilson, Peirigault & Farcot and 
a number of other early inventors, and, as previously stated, later 
by I'rofs. Riedler and Stumpf. 

Curtis, J8p6. — The important group-of patents taken out in this 
year by Mr. C. G. Curtis, inventor of the turbine manufactured by 
the General Electric Company, cover most of the basic principles 
of this turbine. The leading feature of the Curtis machine is the 
conihination oi a diverging or expanding nozzle with a compound 
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FiK' 42. Curtis Turbine. 



Hiihinc wluH'l, altlunij^h other fc«itures are included which had 
\wv\\ IoiiihI by the inventor to be necessary to the successful opera- 
tion of a turbine of tliis form of construction. As already stated 
— tviouN inventors have patented turbines in which were combined 
e for directing the steam against the blades of the rotating 
t)f a compound turbine, but the Curtis patents are the first 
ly claim the diverging nozzle as a part of the combination, 
,y arc, furthermore, the first ones to fully explain a practical 
i for carrying out the design so as to make an operative and 
itnical machine. While the requirements for the success- 
iMration of a compound impulse turbine were outlined by 
^bouae in his specifications of 1 877, in which he provided for 
a^fOMive expansion of the steam from inlet to exhaust, by 
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using passages of gradually increasing areas, his patent was limited 
to the type of construction having a succession of compartments, 
in each of which is a single turbine wheel. 

In Fig. 42 are shown the elements of the Curtis turbine. The 
shaft, SS, carries a turbine wheel on which are two annular rows 
of buckets, BB. At N is the expanding nozzle for directing the 
steam against the first ring of buckets, after which it passes through 
a group of guide vanes, G, to the second ring of wheel buckets. 
In the operation of a turbine of this type the ideal condition would 
be attained if the expansion of the steam could be complete in the 
nozzle and then it were to pass through the turbine in virtue of its 




Fig. 43. Preferred Construction for Curtis 

Turbine. 

inertia, giving up a part of its velocity to the first ring of buckets 
and the balance to the second or succeeding rings. This would 
allow the wheel to run at a comparatively low velocity, depending 
upon the number of times the wheel was compounded. That is, if 
there were a single wheel, as in the De Laval type, it should run at 
approximately half the velocity of the steam- ; but if there were two 
wheels instead they could be run at a lower velocity so that the 
steam in leaving the first wheel would have a residual velocity to be 
taken up by the second wheel. By carrying the compounding still 
further a still slower speed of rotation could be used. Steam, 
however, is an elastic body, easily diffused, and has so small a 
mass that its inertia will not carry it through a succession of vanes 
in the above manner, unless there is an additional propelling force 
generated to overcome the frictional and other resistances during 
the passage through the vanes. This is accomplished in Fig. 42 by 
reserving a part of the expansion of the fluid to take place in the 
guide passages, G, which, as shown, are made diverging for the 
purpose. Accordingly, after the steam leaves the first set of vanes 
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it receives an additknal impabe in tbe gnicie passages before com- 
ing in contact witb Hie secmd set oi vanes. The prefemd cod- 
stnictton, however, and the one which is actually employed, is 
diown in Fig. 43. Here the steam is expanded in the nozzle, N, to 
nearly, bat not quite the final pressure of the exhanst pipe. E. Tbe 
balance of tbe expansi<n occurs during the passage bdween bodi 
the rotating and stationary vanes, and Ae pressure within tiiese 
passages is, therefore, slightly in excess of the pressure widiffl 
the chamber in which the whed is rotating. 

The illustration. Fig. 44, is from the so-called "stage patent" 




Fi|. 44. Cuitit **Suc«" Torblnt. 

upon the Curtis turbine. The cut shows each stage to be com- 
posed of one or more of the compound elements that go to make 
up the turljine represented in Figs. 42 and 43. In each of the twro 
stages the wheel -and -bucket arrangement diflfers one from the 
other. In the first casing are wheels A and B, each carrying two 
sets of rotating rings or vanes, and in the second casing is a single 
wheel with two sets of blades. The advantage of dividing the 
tnrbine into stages in this way. is that there is less leakage be- 
tween tlic guide vanes and the wheel vanes, since the differences of 
Iiressiirt are lc<;s : and there is also less diffusion of the steam since 
the number of rows of vanes for the steam to pass through in each 
stage is k'ss than would be the case If all tbe rows were combined 
together in one casing and the steam were compelled to pass 
through them in virtue of the velocity acquired in the nozzle at 
the beginning. 
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A third patent taken out in this year deals with the problem of 
governing, and Mr. Curtis shows methods for changing the quan- 
tity of steam supplied to the turbine without throttling the pressure 
or reducing the velocity of flow. Obviously an expanding nozzle 
of certain proportions is adapted only to the steam pressure for 




Pig. 45. Curtis' Plan for Governing a Compound Turbine. 



which it was designed, and when the pressure is throttled the noz- 
zle does not operate at its highest efficiency. It is proposed by 
Mr. Curtis to avoid this by using a nozzle of rectangular cross- 
section with one side adjustable in or out, regulating the quantity 
of steam flowing through the nozzle without making a great change 
in the ratio of the inlet and outlet areas. In Fig. 45 is a diagram 
showing the principle proposed, where the turbine is divided into 
two or more stages. A is the steam inlet, terminating in a nozzle 
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to the way steam and water are mixed in a steam injector. One 

of the earliest attempts to do this was by Pdletan in 1838. Others 

who have proposed fairly good arrangements of this character are 

Millward in 186G, Crumlisk in 18G9, Miller and Collins in 1896, 

and Lundell a year after Bollmann, in 1898. 

The chief interest in Bollman's invention centers in a new type 
of expansion nozzle rather than in the plan for using a heavier 
working fluid. The nozzle consists of an annular slot between two 
disks B and C, — ^the former of which is adjustable. Steam enters 
through the pipe A and flows radially out through the annular 
slot between the disks. Inasmuch as the diameter of this slot is 
small where the steam enters and is larger where it leaves, the 
steam expands in flowing through the slot, although the faces of 
the disks do not diverge. Escaping from the nozzle, the steam 
enters the space D D and there combines with air and passes 
radially outward to the guide vanes BEE and the wheel vanes 
F F F. The plan is to use this combined fluid in a turbine working 
on substantially the principle of the Curtis turbine. 

With this invention the review of steam turbine patents will 
close. The patents chosen for these pages, while representing only 
a part of the best work of inventors of the past century in per- 
fecting the steam turbine, point the way by which success has 
finally been attained and indicate the directions that the paths of 
progress in this field will most likely take in the future. The 
author believes that the hints contained in the descriptions of these 
inventions will prove of real value to inventors who are at work on 
the steam turbine problem, as they will give at least a limited idea 
of what has already been accomplished and will enable inventors 
to work more intelligently. In subsequent pages reference will 
be made to some of the later inventions in connection with de- 
scriptions of the leading turbines now on the market. 

A WORD WITH INVENTORS. 

In reviewing the patents upon this subject, a great many more 
features have been found in the specifications which would con- 
tribute to an unsuccessful turbine than to a successful one. It 
would be out of the question to point out all of these, but a few 
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Now, if we suppose all the kinetic energy of the jet be used by 
the turbine, the capacity of the jet for doing work is represented by 



in the case of the steam, and by 

in the case of the combined fluid. Let us assume that one pound of 
water or other fluid is used for each pound of steam. It is evi- 
dent from above formula (1) that the velocity of the combined jet 
will then be one half the velocity of the steam, while the weight 
will be double. 

The kinetic energy of the steam. 



will therefore be two times that of the combined jet, which is 

(PT+l) V^ 

This does not mean that energy has been lost. In this process 
the heat energy of the steam is first converted into kinetic energy, 
giving the steam jet high velocity of flow at the start ; second, part 
of the kinetic energy is converted back again into potential energy 
in the form of heat or pressure, or both, after the two fluids com- 
bine ; and the kinetic energy remaining is all that is available for 
doing work. If the turbine is to be efficient, this potential energy 
must be utilized by converting it again into kinetic energy, and it 
must be acknowledged that so many transformations would entail 
serious losses, if, in fact, it were possible to make them at all. 

A Misconception of Reaction, — It has been demonstrated many 
times that the reaction of a jet of water or steam is not altered by 
holding an obstruction in the pathway of the jet, unless tlie ob- 
struction is placed near enough to the mouth of the nozzle to choke 
the flow. This has not been realized by some inventors who have 
schemed on turbines similar to Fig. 47, where steam enters the 
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hollow radial arms through the trunnion A and discharges at the 
orifices B and C, Those inventors who have provided notches 
such as AT AT for the steam to strike against have not improved the 
efficiency of the machine in any way. Likewise those who have 
arranged for two rotating elements, one of which may be repre- 
sented by the arms in Fig. 47, and the other to consist of a ring 
rotating in the opposite direction and containing blades N N, have 
done nothing to improve the efficiency. If the blades N iV are 
properly shaped, as,*for instance, in the Seger turbine, speed re- 




Pig. 47. A Useless Constructioa. 



duction may be secured by this means, but there would theoretically 
be no improvement in the efficiency. Other inventors have at- 
tempted to produce turbines, combining the principle of the rotary 
engine, in which the blades move through closed compartments 
and the steam, after impinging against the blades, reacts against 
an abutment. None of these various schemes are likely to be suc- 
cessful, and inventors are advised to adhere to the plan of first pro- 
viding means for converting as much of the potential or heat 
energy of the steam into kinetic energy as possible, and then using 
this energy to the best possible advantage according to the well- 
proven laws of the hydraulic turbine. 



CHAPTER III 

SIMPLE IMPULSE TURBIHES. 

The De Laval Steam Turbine. 

History and Characteristic Features.-r-The De Laval turbine is 
the invention of Gustal De Laval, the famous Swedish scientist. 
De Laval received an advanced technical education as a prepara- 
tion for his career and has shown himself a versatile inventor along 
several lines in his chosen profession. Previous to his turbine 




Fll. t. Da Lanl WbMl, Plcxlbl* Shaft uid Houlo. 

achievements his most noteworthy invention was in connection 
with the centrifugal separators, which have become of enormous 
importance in the dairy industry of the world. It was in the 
manufacture of these that he conceived the idea of the steam tur- 
Irine as the ideal motor for the separator, which must itself run at 
extremely high speeds. As recorded in Chapter II,, he used the 
reaction type at first. In 1888 he experimented with the diverging 
expansion nozzle, which is mainly responsible for the efficiency of 
the De Laval turbine. The high velocity of the steam in tlie 
diverging nozzle necessitated considerably higher wheel velocities 
than he had used before, and it was found to be very difficult to 
balance a wheel accurately enough to avoid destructive pressure 
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upon tlie bearings under such conditions. He therefore adopted 
the flexible shaft, which, with the diverging nozzle, is employed 
in the De Laval turbine of to-day. These characteristic features 
are represented in the familiar illustration, Fig. 1. 

General Description. — Fig. 2 is an external view of an electric 
generating set consisting of a De Laval turbine direct -con nee ted 
to double, direct -current, Bullock generators. The generator is ai 
the left, the turbine at the extreme right, and between tlie two are 
the casings inclosing the speed reduction gears connecting the 
turbine and generator shafts. The turbine wheel rotates within 
a steel casing and on one end of its shaft is a small, double, spiral 
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pillion, which, in the smaller sizes, meshes with a large, double 
spiral gear. In the large sizes two double gears are placed, one on 
each side of the pinion, which thus balances the thrust of the trans- 
mission. 

In the large engraving, Fig. 3, is a horizontal sectional view of a 
turbine taken in the plane of the turbine and gear shafts. Starting 
at the right, ff is the turbine wheel attached to the flexible shaft, 
which latter is supported on each side of the wheel by bearings held 
in the casing by ball and socket joints. The pressure within the 
turbine casing is practically atmospheric pressure when ruAning 
non-condensing, and is equal to the pressure of the condenser when 
running condensing. Under the latter conditions, these l»earings 
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should be tight to prevent leakage of air into the casing, and they 
must at the same time be able to move slightly, in case of flexure 
of the shaft. They are, therefore, held to their seats by spiral 
springs N bearing against a collar O made in the form of a socket. 
At the other end of the flexible shaft are the spiral pinions K, sup- 
ported on each side by bearings C in the wheel casing. These 
pinions mesh with the gears / /, as indicated. 

The speed reduction between the pinion and gears is about in 
the ratio of 10 to 1 for all sizes of turbines. The speeds of the 
turbine wheels range from about 30,000 revolutions per minute for 
a 7-horse-power to 10,600 for a 300-horse-power turbine ; and the 
speeds of the large gears range from about 900 to 3,000 revolutions 
per minute. The peripheral speed of the turbine wheels ranges 
from about 515 to 1,380 feet per second, while the peripheral speed 
of the gears is 100 feet per second or slightly more, for all sizes. 
These speeds of the gear shaft are found to be well adapted to 
driving generators and other apparatus, such as centrifugal pumps, 
blowers, etc. Such apparatus is driven through flexible couplings 
taking power from the outer ends of the gear shafts. The coup- 
lings have a series of pins F, Fig. 3, securely driven into holes in 
the circumference of the driving disks, and on their outer ends 
have rubber bushings E, which fit in corresponding holes in the 
disk attached to the shaft belonging to the generator or other 
apparatus. These bushings are fitted with an internal steel bush- 
ing Dj which slips over the end of pin F, to protect the rubber. 
This brings the wear on the outside of the rubber bushing, which 
presents a greater area than the inside. 

The governor, shown at M, is of compact design and is carried 
by a short shaft made a taper to fit in the end of one of the gear 
shafts. The governor controls a throttle valve and also, in case of 
extreme increase in speed, opens a valve admitting air to the wheel 
casing by means of the lever V. The friction of the wheel rotating 
in the air checks its speed. 

Nozzles and Steam Chest. — In considering the individual parts 
of the De Laval turbine, the first to be noted are the nozzles which 
direct the steam against the wheel buckets. These nozzles are ar- 
ranged about the circumference of the steel casting which serves 
as the casing for the turbine wheel. The inner end of this casting 
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has an annular closed space, separate from the wheel chamber, 
which serves as a steam chest for the turbine, as indicated in 
Fig, 3. The inner ends of the nozzles open into this steam chest, 
as in the sectional view, Fig. 4. Here A is the steam chest ; B, the 
nozzle ; D, the turbine wheel, and C, the valve for admitting steam 
to the nozzle. The divergence of the nozzles depends upon the 
steam pressure to be used and also upon whether the turbine is to 
run condensing or non-condensing. If the latter, the turbine is 
generally fitted with both condensing and non-condensing nozzles, 
so that in the event of difficulty with the vacuum the machine can 
be operated non-condensing with a greater degree of eccmomy. 
The nozzles are turned to gauge on their outside and reamed to the 
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required taper on the inside. Over COO reamers of different tapers 
arc kept in the tool room of the American De Laval company for 
this purpose. The nozzles are simply driven into place in the 
casing, but are threaded at their inner ends to facilitate removal by 
means of a jam nut. The taper of the nozzles ranges from about 
6 to 12 degrees total taper, and they are located with their outlet 
about >i inch from the wheel blades. 

Turbine Wheel and Shaft. — The turbine wheels are all made in 
Sweden, of a special grade of high carbon steel. They are shaped 
according to theoretical calculations, so as to offer nearly a uniform 
resistance throughout to the forces acting; but they are made 
slightly stronger near the center. A short distance from the pe- 
riphery annular grooves are turned on each side of the wheel, 
making this the weak section, which would be ruptured first in case 
of excessive rotative speed. To further guard against danger in 
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the case of a wheel bursting, the steel casing is made strong enough 
to sustain the shock due to flying segments of the wheel ; and still 
further, the hubs of the wheel extend into circular openings in the 
casing (Fig. 3), in which the hubs ordinarily run without touch- 
ing. But if the wheel rim should burst, what would be left of the 
wheel would be out of balance and would cause the hubs to bear 
against the casing with great force and thus slow down. 

Grooves of the shape shown in Fig. 5 are drilled and milled 
through the turbine rim in a crosswise direction, and in these drop- 
forged steel buckets are fitted. This construction enables buckets 
to be easily renewed, as is sometimes necessary either because of 
wear or accident. 




Pie. J. Uelhod of IntcrUnE Bladci. 

In the smaller size turbines the wheels are attached to the flexi- 
ble shafts by the method indicated in Fig. 3. The hubs of the 
wheels are bored out and a thin steel hushing is drawn into the hub 
by a nut at one end. The middle portion of the bushing is bored 
tapering and fits on a taper portion of the shaft, as indicated. This 
taper is the standard '/i inch per foot used by the De Laval com- 
pany. After forcing the bushing on the shaft, it is pinned into 
place; but the wheel can easily be removed by loosening the nut 
and sliding it ofF the steel bushing. The wheels for the larger tur- 
bines are made as in Fig. G. Here the hub is solid at the center, but 
each end of the hub is recessed and the flexible shaft is made with 
enlai^d flanged ends which fit into the recesses and are bolted in 
place. The recesses and shaft ends are machined on a taper of 
'/i inch per foot. 
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The pinions are cut directly on an enlarged portion of the shaft, 
the flexibility of the shaft making an extremely accurate balance 
unnecessary since the wheel and shaft reach the critical speed, so- 
called, at about % to J^ of the normal number of revolutions of 
the wheel, at which point "settling*' takes place and the parts pro- 
ceed to rotate about their center of 
gravity instead of about their 
geometrical center. 

Gears. — Next in importance to 
the turbine wheel, and probably first 
in importance in so far as the suc- 
cessful operation of the turbine is 
concerned, are the gears used to re- 
duce the speed of the turbine shaft 
to a p>oint where it is practicable to 
utilize the power. It was a radical 
step on the part of De Laval when 
he first attempted to run gearing at 
so high a speed as these gears 
operate, and it is safe to say that 
previous to the time when De Laval 
demonstrated that gears would run 
at a linear velocity of upward of 
100 feet per second, it would not 
have been supposed possible. 

The pinions are made of .GO- or 
.70-point carbon steel and are a part 
of the flexible shaft. The gears are 
of mild .20-point carbon steel of ^ 
grade similar to that used for loco- 
motive wheel tires. For turbines up to 30 horse-power the gears 
are of solid steel ; but for sizes above that they are made with cast- 
iron centers with rims of mild steel. The teeth are of fine pitch, 
ranging from about .15 inch in the smallest to .20 inch in the 
largest sizes. The success at running these gears at high speed is 
due, in part, to the fine pitch and the spiral angle of the teeth, 
which thus brings a large number of teeth in mesh at one time, 
making the working pressure at each tooth very light, and re- 




Fig. 6. Section of Turbine Wheel 
of the Larger Sizes. 
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ducing the likelihood of abrasion. The dimensions of gears and 
pinions for four sizes of turbines are shown in the accompanying 
table: 





PINIONS. 




Outside 
Diameter. 




Number 
of Teeth. 


1.077 

1.53 
1.82 
2.65 


GEARS. 


21 

19 
23 
31 


10. 1 

157 
18.89 

29.29 




208 
208 
250 
362 



Depth 
H. P. Diameter. of Teeth. of Teeth. 

10 1.077 21 .07s 

75 1.53 19 .1169 

no 1.82 23 .1169 

300 2.65 31 .1275 



10 10. 1 200 .075 

75 157 208 .1169 

no 18.89 250 .1169 

300 29.29 362 .12750 

Oiling Arrangements. — In the high-spyeed bearings oiling is 
accomplished by having a shallow spiral groove turned in the 
shell, which allows the oil to reach every part of the bearing. In a 
100-horse-power machine this groove is about %4 inch deep and 
j4-inch pitch. In connection with the oiling arrangements for 
the bearings, reference should be made to the design of the wheel 
casing in which the bearings are located. This casing is in two 
halves, divided on a horizontal plane, and the upper edge of the 
lower half has an oil groove running around it, as show^n in 
Fig. 3, to catch any drip that may work in between the two halves. 
The oil is carried down into pockets in the casting, where the ring 
oilers reach it, and these pockets are piped to a gauge glass, to indi- 
cate the quantity of oil in them. The oiling of the various bearings 
is effected by means of a single sight-feed lubricator having tubes 
leading to them. 

The Governor. — Reference has noA\' been made to most of the 
principal parts of the turbine, with the exceptions of the governor 
and throttle valve which it controls. These are shown in Figs. 7 
and 8 respectively. The governor is held in the end of one of the 
gear shafts by the taper plug K, Fig. 7, and is made cylindrical in 
form, with its outer sheli B B cut longitudinally into two halves 
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which form the governor weights. These weights are fulcrumed 
at A A and have pins C C which press against a collar D which 
takes the thrast of the spiral springs located within the governor. 
The movement of the governor is transmitted through the center 
spindle G to the bell-crank lever L, which is balanced by a spiral 
spring N. The shaft supporting this lever passes through the 
valve casting on the inside of which are a pair of arms oxinecting 




with a double-seated throttle valve as shown. In the steam pipe 
above the valve is a wire cylindrical screen, to prevent any large 
particles of scale or other material likely to damage the turbine 
from passing through. It is to be noted that the connection be- 
tween the center spindle G of the governor and the belt-crank lever 
Z. is a flexible ccmnection, and that at the right is a valve T, which 
connects through the passage P with the wheel casing. In case the 
throttle valve should stick and the turbine speed go up, the gov- 
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emor would have power enough to overcome the pressure of the 
spring at the connection H, and the pin would strike the spindle 
of the valve T. which latter would admit air to the vacuum cham- 
ber in which the wheel revolves. This would immediately put an 
air brake on the wheel and prevent an acceleration of speed. If 
for any cause the speed becomes excessive Ihis action takes place. 
In a paper read before Society of Arts. Boston, in 1904, Charles 







Garrison states: "To show the action of the vacuum breaker 
more clearly, I started a 150-horse-power turbine with all nozzles 
open, the nozzles being designed for l-'iO pounds gauge pressure 
and 2(i inches vacuum. The condenser was shut down and the 
turbine exhausted against the atmosphere, and with these condi- 
tions tiie turbine would not come up to full speed with no lc)ad," 
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Special Applications of the De Laval Turbine. 

The turbine, as built by the several De Laval companies, by 
IC A, Parsons & Co. in England, and Sautter, Harle & Co, in 
I France, has been applied to many special uses besides that of 
P dynamo driving. In the United States more installations oE this 
f diaracter have been undertaken by the De Laval company than by 
[ any other manufacturer. 

Application to Centrifugal Puiups.—L'nUl recently the ccntrif- 
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Pie. 9. AppUcition lo Compound Centrilugil Pum]). 

I pump has not been considered as efficient as the plunger 

lump, mainly because of the low speed and imperfect design of 

I apparatus; and it has also been adapted only to low lifts, 

s the De Laval Steam Turbine company, however, were building 

igh-speed turbines, which ran at almost exactly the speeds re- 

iquired for maximum efficiency in centrifugal pumps adapted to the 

different sizes of turbines, it was decided to design a series of 

lumps, of improved mechanical construction, which would admit 

; the high speed necessary, and which would also enable the 

[pumps to work against high heads. The smaller units consist of a 
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single pump, but the larger units have two pumps driven by the 
double-gear turbine, one pump being connected to each gear shaft, 
pcrmiiting their operation in parallel for low pressure, and in series 
when high lifts are desired. Standard sets are built in sizes from 
7 to 300 horse-power for all heads up to 300 feet, handling from 
90 to 26,000 gallons per minute. Lately a high-pressure pump has 
been developed with the forcing pump having a runner of very 



small diameter attached to the turbine shaft and rotating at the 
extremely high speed of that shaft. The centrifugal force de- 
velc^ed by the runner under these conditions makes it possible to 
pump against heads of 600 to 1,000 foet, and to use the pump for 
boiler feeding. A runner operating at such high speed, however, 
would force out the water more rapidly than it could draw it in bfm 
suction, or under atmospheric pressure only, and hence the pressun 
pump is flooded with water at sufficient pressure to ensure an a 
quate supply, by a pump on the geared shaft. 




Stower Sels. — Anotlier field where the turbine is wel! adapted is 

for dtreci connection to blowers for water pressures between + and 

1 inches. The high velocity of the turbine makes it feasible lo use 

tech blower units for locations and pressures where the positive 

icting impeller blowers have been employed. The turbine is used 

I connection with blowers of the Sturtevant and Sirocco type. 

/Vhen directly connected to the blowers, the whole forms a com- 

V'Pact unit, and eliminates the trouble from tight belts and heated 

■ bearings met with in attempting to use blowers for high pressures. 



CHAPTER IV 
THE PELTON AND SIMILAR TYPES. 

Simple impulse wlieels of the Pelton type have been experi- 
mented with extensively by Professor Rateau of Paris and Pro- 
fessors Riedler and Stumpf of Berlin ; although Rateau has now 
abandoned this type in favor of his multicellular turbine, and the 




Fig. 1. Wheel o[ Rtiuu'i Tutbint. 



manufacturers of the Riedler- Stumpf turbines appear to giv< 
preference to compound turbines of later design. The fact, ho» 
ever, that the Pelton water wheel, commonly known as ' 
"Hurdy-Gurdy'" wheel, and its later rival the Doble turbine, haw 
been so successful in .\merican water-power plants where there iS* 
a high head and a high velocity of water jet at the wheel, makes it 
sce:n probable that steam turbines similar in principle to the 
Pelton water wheel will be experimented with in this country to a 
considerable extent. 
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Rateati's Simple Impulse iVkecl. — Fig. I is an engrraving of 
Rateau's wheel, a line drawing of which was shown in the patent 
re\'iew of the second chapter. In Fig. 2 are sectional drawings, 
showing the details of the turbine itself as constructed from 
Rateau's designs. A number of turbines similar to this were built, 
the one represented being direct -con nee ted to a blower. 

The Riedler-Stumpf Wheels" were invented by Professor 




Stumpf and developed with the assistance of Professor Riedler. 
A wheel for a 2,000-horse-power turbine is shown in Fig. 3 and the 
nozzle ring for the same in Fig. 4. In a turbine of so large a size 
it was necessary to use a complete ring of nozzles, but in machines 
of smaller power one or more segments containing nozzles are all 
that are required. The groups of nozzles are connected with a 
central distributing chamber by means of radial tubes so arranged 
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that steam may be admitted to one or more of the groups as de- 
sired. The buckets are cut into the rim of the wheel, but the noz- 
zles are placed obliquely upon one another in a ring which sur- 
rounds the wheel. The nozzles are of the De Laval type made of 
nickel steel, but are square in cross-section. They are produced 
first in the form of round tubes and the diverging parts are then 
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drawn out square and finally cut off obliquely. The details of the 
wheel are indicated in Fig. 5, which shows sections of the buckets. 
It will be noted that the buckets are so formed as to overlap each 
other something like the shingles of a roof, instead of being placed 
<>ne in front of another as in a Pelton water wheel. They are de- 
signed to reverse the steam jet through the whole angle of 180 
•Jcgrees. In order to reduce the velocity of rotation below that 
ot»lained in the De Laval wheel, Professor Stumpf increased the 
diameter of his wheels from six to nine feet, and he also found 
'* expedient fn alx)lish the flexible shaft by giving unusua! atten- 
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tion to the balancing of the wheels, which are in the form of flat 
disks. Professor Riedler states that these disks may be balanced 
>o that the center of gravity will come within .004: of the geo- 
metrical center; also, that wheels 6J4 feet in diameter will have a 
factor of safety of 5 when running at 3,000 revolutions per minute. 
As a result of careful tests he is satisfied that nickel steel disks of 
this size may be procured which are practically free from internal 
strains. 



SECTION A-B 

V 




Pig. S. Sectional Views of Riedler-Stumpf Wheel 

A Stumpf Patent, issued in 1903, specifies double U-buckets 
with a dividing ridge milled out from the solid rim of the wheel as 
described above. Fig. 6 is from the patent drawing. He proposes 
to use a series of guide passages having the general contour of the 
dotted line shown at A, which gather up the steam after it has 
issued from the two sides of the wheel and return it in a single, 
solid stream at the center, where it impinges a second time against 
the blades of the same wheel. In Fig. 7 is shown a modified form 
of the glides having partitions extending in the direction in which 
the steam flows, for the purpose of insuring an equal division of 
the steam jet over the whole breadth of the return buckets, with a 
view to preventing choking of the steam at the f)oint where it 
strikes the wheel vanes. 
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li is pointed out by Professor Stumpf that steam, in reversing 
its direction of flow in a turbine wheel, acquires sufficient centrif- 
ugal force to increase its pressure, frequently by a considerable 




Fig. t. Bubjaet af Slunipt Pitmt. 

amount, so that in leaving the vanes there is a sudden explosive 
expansion of the steam, causing a scattering of the jets. By catch- 
ing the steam in the retum buckets as it leaves the wheel, and 
bringing the streams together in a solid jet again at the center, he 
aims to overcome this action and to produce a more efficient type 
of compound turbine. His claims are broad ones, applying to the 
combination of admission nozzles, a turbine wheel with double 
buckets and double return buckets. 

In Figs. 3 and 9 are two arrangements that have been adopted 
for applying the features of the Siumpf patent. The wheel, instead 




ivin.L; double U-buckcts, has a single U-shaped budcet. Th* 
1 fliiws from the nozzle and strikes against one side of the 
L-i^, then pa'^scs around lo the other side and escapes to the 
's, whicli again chan.ce its direction of f 
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Fig. 8. Showing Arrangement of Guides. 



impinge a second time against the wheel. The course of the steam 
is indicated by the letters ^ B C JO in the illustration. 

In Fig. 9 is the arrangement where there are double U-buckets. 
^c steam enters through the nozzle in the direction of the arrow 
^> the jet divides when it strikes the buckets, flowing in the direc- 
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Fig. 9. Modified Arrangement of Guides. 
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tion indicated by the arrows B B and C C, and finally impinges the 
seccKid time against the buckets in the direction of the arrow JD. 

In a subsequent chapter further reference will be made to the 
Riedler-Stumpf turbine, in which the compound principle is applied 
by using two or more wheels instead of a single wheel as here 
described. 

Claims Made for the Pelton Type. — ^The best presentation of the 
claims for a Pelton type of wheel fc^ steam turbine purposes has 
been given by John Richards in a paper before the Technical 
Society of the Pacific Coast in May, 1904.* He argues that steam 
impulse wheels as usually built are at fault because the blades are 
curved in one plane only,- and consequently have but one correct 
position in the jet throughout the whole arc of their movement ; and 
furthermore in nearly all cases are cut out of solid metal, and have 
angular or imperfect comers. Whether the principles enunciated 
will hold when using an elastic fluid like steam instead of an in- 
elastic fluid like water can only be told by experiment. The ten- 
dency of the steam jet is to break up into spray and eddy cur- 
rents, whereas a water jet will "hang together" for a longer period 
This act may have an important bearing on the question of the 
spacing of the buckets in a Pelton type of wheel when used with 
steam. 

The following is extracted from Mr. Richards' paper, beginning 
with his objections to the type of bucket employed in impulse steam 
turbines as now constructed, such as in the De Laval : 

First. It increases the weight and number of the buckets about fivefold 
in the attempt to secure impingement of the steam jets normal to the straight 
faces of the buckets. 

Second. It distorts the course of reaction from a possible angle of 15 de- 
grees to an angle of 20 to 30 degrees required to secure clearance. 

Third. It makes necessary a side application of the jet, introducing 
lateral stress on the wheels and inducing vibration. 

l''oiirth. It augments, in proportion to the added number of buckets, the 
amount of fluid friction. Not to include the resistance of corners. 

The number of buckets is an important matter. It is a sequence of the 
angle of impingement, and this again is a sequence of the bucket's shape, as 
\\\\\ be shown further on. The surface or fluid friction, which offers a con- 

• Published in the Journal of the .Association of Engineering Societies, Philadelphia, 
September, 1904. 
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siderable resistance and loss, is in proportion to the number of buckets em- 
ployed, and should be considered in this connection. 

Most of the steam turbine buckets now made have angular corners, and, 
when there are not such comers, the end walls of the buckets are so distant 
from the jet as to lose reactive effect in that direction. We long ago 
learned to keep water out of sharp comers in hydraulic practice. 
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Pigs. 10 and 11. 

Figure 10 shows how the line of impingement varies in respect to the 
straight faces of radial buckets, and there is no way of securing impinge- 
ment even approximately normal to the straight faces, except by employing 
a large number of buckets set close together. The result is much the same 
whether the jets be applied tangentially or on the side, as shown in Fig. 11, 
where the angle of entrance is 20 degrees and that of discharge 36 de- 
grees in conformity with the practice of the De Laval company. 
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Pig. 12. 



The trend of practice in tangential water wheels has been to wider 
spaces between the buckets, better angles for discharge, and, recently, to 
uniformly curved buckets, as hereinafter explained. 

In Fig. 11 the entrance and discharge angles embrace an arc of 56 degrees, 
which, by reducing the number of buckets, could be reduced to 36 deg^rces or 
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less if the problem of oblique impingunoit were out of the way. Fig. 12 
shows spacinK for tangential buckets to secure an easy discharge at ao de- 
grees. 

In the Riedler-Siumpf turbines, the angle of discharge is i8o degrees. 
In other words, the discharge is opposite the jet. but thu calls for in- 
creased surface, otore width and weight for the revolving member, and 
expensive work in construction, which are hardly offset by couDtervailing 
advanuges, and which cenainly prevent a cheap and gcner^ maaufacturc 
of the machine. 

Mr. Richards then contends that buckets of steam turbina 
should be cur\ed in all planes approximately as shown in Fig. 13, 
taken from a form of water buckets of an advanced type by W. A. 




ns. 13. Buckctt Snnotcd by Rkhardi. 

Doble of San Francisco. These are of double concave or cup form, 

in order to permit direct and balanced impingement at the various 

angles in which they are presented to the jet. and have a centia! 

dividing wedge to permit tangential application. The bucket is 

notched at A, following the construction of certain water wheels, 

■ permit the passage of the jet beyond and through the buckets 

they come into position, so that it will impinge gainst tht 

tets in advance which have reached a position where the jet 

act upon them efficiently. He estimates tliat about one bucket 

each 8 degrees of arc will be sufficient for wheels from 20 to 40 

^es diameter. This is less than one-fifth the number now em- 

oyed for wheels having the ordinary type of buckets. 

Zoeliys Patents.— \n 1!>00 a patent was taken out by Heinrich 

2oelIy for a turbine wheel of the Pelton t>T>e. but with radial arms. 

w outer ends of which serve as vanes for the wlieel. These arms 

"•C*ase in cross-section as they approach the periphery of the 
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wheel and thusareproportioned to resist the stresses duetocentrif- 
ugal force, which are greater near the center. The iirst claim of 
this patent is for "the combination in a turbine wheel of radial 
buckets separated irom each other for a part of their length, each 
bucket having its receiving face channeled for the greater portion 
of its length, and a pair of flat disks inclosing said buckets from 
their inner ends for a greater portion of the length of the channeled 
part of the buckets." In Fig. 14 A and B are two sectional views 




FIf. 14. WhMli Piteattd bj ZntHj. 



of the wheel, C, an enlarged front view of one of the blades, and 
D and £, enlarged sections of the blade on the lines x y and m n 
respectively. 

At F and C are details of a wheel now used tn the Zoelly tur- 
bine described in a subsequent chapter. In this type, patented in 
1903, the steam is directed against the blades on one side of the 
whed and escapes on the other side. Sections of the blades are 
shown at H. The first claim is for a "turbine blade constructed 
with a gradually increasing longitudinal thickness and a longi- 
tudinal cavity of substantially uniform depth." Some of the other 
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claims relate also to the method of clamping the blades in position, 
and the use of spacing blocks, b b, between them. 

Richards' Patent. — The idea presented in the Zoelly patent of 
1900 is carried a step further in a patent issued to J. Richards for 
a wheel in accordance with his ideas. The wheel consists of 
buckets, B, light in weight and drop forged on the ends of radial 
arms, which are attached to a central nave by pins inserted between 
the arms, as indicated in the illustration. The buckets are spaced 
further apart than is usual in turbines, because they are designed to 
be concave and reactive through a considerable angle of rotation, 
and thus will absorb the energy of the Jet sufhciently throughout 
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this range. The arms of the wheels are not covered by plates at 
the sides, as in the Zoelly design ; the intention of the inventor 
being that the inside of the turbine casing shall be machined 
smooth, and the steam allowed to rotate with the wheel within the 
casing. The claim is in substance for a wheel having a single hub, 
of a diameter within the zone of disruptive centrifugal strain, with 
equidistant radial sockets formed therein ; strong radial stems fast- 
ened in the sockets ; and concave reactive buckets integrally formed 
on the extremities of the stems. 

Turbine Designed by John Richards. — In Fig. 16 is a turbine 
proposed by John Richards and patented by him in 1903. In this 
turbine he uses a wheel like that outlined above. The casing for 
the wheel is finished smooth inside and the steam is supposed to 
rotate with the wheel in the casing. The gearing of transmission 
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is inclosed with the motor wheel and operates within the vapor 
contained in the casing. The three reasons for this are : { 1 ) That 
he believes the wheels will wear hetter when steam lubricated; 
(2) that noises, if present, will be abolished ; (3) that by this con- 
struction packing glands on the spindle of the motor wheel may be 
abolished. The journals for the wheel spindles are to be hardened 
and ground, mounted in pivoted split shells of cast iron, and like 
the gearing, exposed to the vapor of the wheel chamber, which is 
at low pressure. 




TurbiD* PiMntad by John RUharda. 



Mr. Richards is an advocate of simple impulse wheels with gear 
transmissi(Hi, because such types are more cheaply constructed 
than elaborate compound turbines. In his paper before the Tech- 
nical Society of the Pacific Coast, already referred to, he gives 
numerous examples within his experience, of high speed gearing 
and rapid running machinery, which have given service during 
long periods of time. 

Levin's Turbine. — In 1904 a turbine was patented by A. M. 
Levin in which the steam is expanded completely in a nozzle before 
impinging against the buckets of the wheel and then is used 
several times in succession upon the blades of the same wheel. 



STEAM TURBINES 



Ream is expanded in the nozzle, N, which projects it against one 
■de of ihe semi-circular buckets, B, of the wheel. The steam 
passes around these buckets and is projected outward against the 
Kurved surface, C, of the casing twice in succession, which at each 
■ redirects the steam against the buckets of the wheel. The 

I curved surface of the casing is stepped so that the portion at (? 

' may be brought nearer to the wheel, and when the steam reaches 
the buckets at B' it is projected against the surface at C. As 
drawn, the arrangement is designed for a wheel having a pe- 
ripheral speed of one-tenth the initial velocity of the steam since the 
steam is projected against the buckets five times in succession. 
The buckets are semi-circular in form. 




intotil Turbin* of LcvIb. 



The steam proceeds in a succession of helical whirls after leav- 
ing the nozzle, and it is necessary that the steam should be com- 
pletely expanded in the nozzle so that it will be at constant pressure, 
but have a decreasing velocity after leaving the nozzle. The first 
claim for this wheel is for a "multiple impulse turbine, comprising 
a wheel having a row of buckets, an expansion nozzle delivering 
into said buckets, and a staticmary reversing guide extending from 
said nozzle over a number of said buckets, to form a space open 
end to end within which the motive fluid proceeds in a helical 
whirl and is successively projected against the buckets of said 
wheel." 

Mr. Levin built an experimental turbine on this order which was 
described in "Power" in May, 1904. One of the interesting 
features is a widening of the semi-circular grooves constituting the 
^heel buckets and the guide surfaces at the points where the steam 
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leaves the grooves, as clearly shown in Fig. 17 at D. This is be- 
cause the steam becomes compressed in passing around the curved 
surfaces, and at the points of escape, the passages are widened to 
allow tlie steam to reexpand to its previous volume. In reference 
to frictional losses, Mr. Levin states that his tests indicate they 
are not of prohibitive importance, nor has he found indications of 
wear even when moist steam has been used. On the contrary, after 
having run the wheel with moist steam, the buckets were always 
coated with a fine bluish film, apparently derived from oil carried 
over from the boiler. 




Pig. 18. 



Buckets of Kerr Turbine. 



w^^J^^^J^^ 



C. V, Kerr^s Turbine. — Another patent is that issued to Mr. 
C. V. Kerr for a compound impulse wheel of the Pelton type. The 
buckets are made of drop forgings and of such a shape that they 
may be bored out perfectly smooth by means of a special reamer. 
Accordingly, each recess in the bucket on either side of the dividing 
wedge has a contour representing a surface of revolution. 
Sketches of the buckets appear in Fig. 18. The curves of the in- 
terior of the bucket in a transverse direction must obviously be 
circles in whole or in part, as shown at £. whereas the longitudinal 
section will show curves elliptical in shape. 

The buckets are attached to steel disks, and in order to withstand 
the great strain he prefers to attach them, as shown at /i, by dove- 
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tailing and upsetting tlie interlocking parts, or else t^ electric weld- 
ing. Another construction suggested is by riveting, as shown at 
E. Expansion nozzles are used, of the form indicated at C, 
Fig. 18, the tip of the nozzle being rather short inasmuch as the 
turbine is divided into stages and only a portion of the pressure of 
the steam has to be reduced at each stage. Each nozzle of the 
turbine is controlled by a hand valve. 

The Kerr turbine is beii^ developed by the Kerr Turbine 
G>mpany, Wellsville, N. Y. In Fig. 19 is a diagram Ulustrating 
the arrangement. Steam flows through a series of nozzles and 




Fig. IV. ShowioE Pciaelpla of E*n Turblna. 

impinges against the cups of the first wheel, which is located in a 
compartment by itself. It then flows through another series of 
nozzles and impinges against the cups of a second wheel in a 
second compartment, the cups being enough lai^r to accommo- 
date the increased voltime of the steam at the lower pressure. It 
again discharges into a third chamber, in this case against two 
wheels. This arrangement is followed throughout, there beii^ an 
increase either in the size nf the cnps or in the number of wheels 
as the low pressure end is reached. This design provides for 
manufacture in standard parts, because by combining the units 
turbines of vviilcly varying powers can be constructed without 
increa-iiiii; the size of the individual parts. The governor is of the 
tlirottliiig type. 



CHAPTER V 



COUPOUND IMPULSE TURBINES— MULTICELLULAR TYPE. 



The Rateftu Steam Turbine. 

History. — The practical work of M. Rateau on steam turbines 
began in 1894 when he constructed the first simple impulse tur- 
bine, which has already been described. He soon abandoned the 
single-wheel turbine, however, in favor of the system with multi- 
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pie wheels constructed on the impulse principle. His ideas shaped 
themselves about 1897 and the following year the firm of Sautter, 
Harle & Co., Paris, began the construction of a 9 00- horse-power 
machine which was experimented with until about 1901, when the 
machine was brought to a high degree of perfection, and since 
which time many others have been built. A modified type of the 
Riiteau turbine is also built under patents of the inventor at 



^^T^^V sre^H 


'-»-^\ 


H Steam is expandc<J in the n^^^PB 
■ side of the semi-circular M^ • 
passes around these buckets { 
curved surface. C, of the caa 
time redirects the steam atp' 
curved surface of the I'-ivini « 
tnay be broug-ht nearer m ll 
the buckets at /J' it is rr- 




drawn, the arranpcniL-iii ' 
ripheral speed of tmc-ttni ; . 
steam is projected againw 
The buckets are semi-circub. 




i^^^g 


\^l 


y^/ji/^^ 


. w\ 


0^^^^ 




PU. IT. 


\- ■ i 


The steam proceeds < 
ing the nozile, and it 
plelely expanded in tiK 


— «—>»-?f' J 



\ 



but have a 
claim f^^ • 

into s.i 
Mid 11 
in.l I. 
whiri M 








mUD IMPULSE TURBINES 



97 



■ext set of guide blades is reached at B, 
r number to accommodate the increasing 
i! tiiese blades are arranged so as to extend 
,rection in which the steam flows, as shown. 
' -es the first wheel it will be carried alc»ig a 
rotation of the wheel before discharging 
■,T. and a portion of the next set of guide 
jd in advance of the previous set. At C the 
I nK>re, and finally a point will be reached 
1 extend aroimd the full periphery of the 
;■■ of this arrangement over one in which 
i M the turbine around the whole periphery 




as the volume of the steam at the admission point is small 

,ncs would necessarily have but little radial depth at that 

if they comprised a full circle, and there would be excessive 

.on of the steam when flo\ving through them. In the Rateau 

jigement the steam passages are deeper and the volume of 

im passing is large, in proportion to the rubbing surfaces o* 

e vanes. The reference to this in the claims of the patent is : 

jUows: "* * * distributors arranged in the membranes I 
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direct the motive fluid directly upon the paddle blades, and s 
distributors increasing in width, and overlapping each other s 
cessively at one eiid and not at the other." Rateau also introduces 
features of construction on which claims are made, but which are 
ir. no way tied with the blade arrangement mentioned above. 
Some of these arc shown in Pig. -i. At A is one of the diaphragms 




I 



containing the guide vanes. At B, C, D, and E are typical wheels 
consisting of steel disks either flanged around their peripheries 
or else with annular channels riveted to their peripheries. In the 
first two instances, B and C, the disks are dished to add to their 
lateral strength and in the last two they are flat. 

The vanes, which are curved suitably at the points where the 
steam strikes, are bent on an angle and riveted to the circumfer- 
ence of the disk. At F and G are enlarged details of the vanes, the 



1^ 





tood one showing a band or shroud riveted lo the outer circum- 

nnce, 

fractkal Notes. — In designing the turbine, Professor Rateaii 

tempted to attain the three following main objects: 1. A high 

lechanical i-tTu-R-i)i;\ iriL:.i!uT with as low an nnf^iilar velocity il 




rble. 2. A large and al die saiiie time nun-injuriirtis clearance 
reen the fixed and moving parts. 3. The least possible weight 
le whole machine, and especially of the rotating parts. In 
6 is shown a group of diaphragms or distributors for tur- 
of different sizes. Tlie guide vanes are arranged in groups 
the peripherj' and the number of openings about each group 
gises about the exhaust end of the turbine until they finally 
around the whole periphery. As in an impulse turbi 
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expansion of the steam is comf^e in this distributor, so that the 
steam acts upon the wheel in virtue of its vdodty, and as the 
wheel vanes are symmetrical in shape, end dimsts are practically 
eliminated. The shaft passes through the diaphragms in bushings 
of anti-friction metaL A pair of wheds is shown in Fig. 7. 
These are constructed as indicated in sketdi Fig. 3. 

The bearings of these turbines are external and by means of a 
system of spring packing are kept perfecdy tight. The speed is 
controlled by a centrifugal governor acting by varying the pres- 
sure of the steam delivered to the turbine. By means of a by-pass 
in the main steam pipe it is possible to ddiver steam of full pres- 
sure both to the entrance of the turlmie and to a point in the ma- 
chine nearer to the condenser, thus enabling a higher power than 
the normal amount to be produced by the machine, mudi in the 
same manner that a compound engine may be used widi full 
pressure steam and low pressure cylinders. 

The Zoelly Turbine. 

A steam turbine now attaining a prominent place abroad is the 
Zoelly turbine which has been developed and is now manufoctured 
by Escher, Wyss & Co., Zurich, Switzerland, the famous manu- 
facturers of hydraulic turbines, water-wheel governors, etc. A 
number of large German firms, of which the Krupps are one, arc 
reported also to have formed a syndicate for the manufacture and 
sale of this turbine on a large scale. 

The general arrangement of the Zoelly turbine is evident from 
the half-tone illustration, Fig. 8, and the line drawing, Fig. 9, 
most without explanation. The turbine is divided into two parts, 
cased separately, and placed far enough apart to permit a bear- 
f to be located between them for supporting the shaft at the 
iiter. In Fig. 8 the top of the casing of the low-pressure com- 
Artment is lifted, exposing the wheel blades to view, and in 
.^"ig. 9 the same compartment is shown in section. The construc- 
tion of the high-pressure section is entirely similar to the low-pres- 
sure, except that the steam passages have less area. 

There are ten rotating wheels constructed in the form of circu- 
lar disks, attached to the same shaft and carr\'ing curved blades 
on their peripheries. For each wheel there is a set of guide vanes 
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for directing the steam against the rotating blades. These gruide 
vanes give the steam the proper direction of flow and allow it to 
expand a certain amount as it passes through the guide passages, 
their function being the same. as that of the steam nozzle in the 
De Laval turbine and the guide passages of the Rateau turbine. 
Each wheel rotates in a chamber by itsdf, the walls of which are 
formed by the disks to which the guide vanes are attached. The 
steam enters at A, Fig. 9, and passes through a throttle valve 
operated by the governor, to the high-pressure compartment. 
Here it flows through the first set of guide passages, and impinge 
against the blades of the first wheel. The guide passages pennit 
the steam to expand to the somewhat lower pressure of the first 
chamber and thus partially convert its potential energy to kinetic 
energy, which is mainly given up to the rotating wheel, since the 
steam leaves the wheel at a low velocity. The steam now passes 
through the passages of the second guide disk, expands to a 
lower pressure and is directed against the blades of the second 
rotating wheel in the second compartment, where it again gives 
up its kinetic energy. When the last step is reached in the low- 
pressure compartment the steam finally exhausts, either into a 
condenser or into the air. 

Guides and Wheel Vanes. — At the beginning of the high-pres- 
sure section, the guide vanes occupy only a part of the periphery 
of the turbine, but toward the end of the low-pressure part they 
extend around the whole circumference. It will be noted in 
Fig. 10 that the passages through the guide vanes have parallel 
sides ; that is, the walls do not diverge as in the nozzles of the 
De Laval turbine. This construction is based on the well-known 
fact that steam will expand and convert its available heat energy 
into kinetic energ}', or the energ}- of motion, by flowing through a 
nozzle having straight, parallel sides, provided the final pressure 
is not less than .58 of the initial pressure; whereas, if the final 
pressure is less than this,' the walls of the nozzle must diverge in 
order to fully expand the steam. In the Zoelly turbine the expan- 
sion occurs in successive steps and the pressure does not drop 
sufficiently at any one step to make guide passages with diverging 
sides necessary. 

It will be noted further, from Figs. 9 and 10, that the passages 
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through the wheel blades have dieir inner sides inclined, produc- 
ing chamids of gradually increasing area. This is not, however, 
to allow ior expansion. In this turbine, as in others of the in^mlse 
type, the pressure of the steam does not change in passing throngfa 
die rotating whed. The pressure is uniform throi^hout the 
diamber in which the wheel turns, making a drop in pressure to 
passing through the wheel inq>06sible, and hence the only effect ot 




Pif. 10. S«tloD ol Diipbriim and WbML 

the sloping sides of the wheel passages is to cause the steam to 
flow smoothly, without eddy currents, into the next guide pas- 
sages, which are of larger area than the ones preceding. The con- 
ditions under which the steam flows through the wheel are entirely 
different from those which influence the flow throu^ the guide 
vanes, for the latter have a higher pressure on one side than on the 
other. 

Enlarged sections of the wheels and guides are shovm in 
Fig. 10. The principal difference between the Zoelly turbine and 
others of similar type, such as the Rateau, lies in the construction 
of the details of the turbine wheels. These are designed to permit 
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a high rotative speed without straining the material, which makes 
it possible to reduce the number of steps used in the turbine to a 
mininium. The wheels are forged of one piece, including the hub, 
from Siemens-Martki steel and a T-slot is machined out of the 
circumference of the disk to hold the blades and their distance 
pieces. One side of the slot is closed by a wrought iron ring, r, 
which is riveted to the disk. The blades are radial, and made of 
nickel steel, highly polished, which resists erosive action very 
eflFectually. The cross-section of the blades decreases as the radius 
increases, thus reducing the stresses due to centrifugal force to a 
minimtun. The blades and distance pieces are milled by special 
machinery. 

Wheels and Disks, — ^The disks which hold the guide vanes and 
separate the turbine into compartments, are bored out to receive 
the hubs of the turbine wheels. As there is a higher pressure on 
one side of each disk than on the other, it nmst be steam tight to 
prevent leakage and strong enough to prevent deflection. The 
only place where leakage can occur is at the center, where the 
bore of the hub must be loose enough for a running fit over the 
hub of the wheel. Annular grooves are turned in the bore to re- 
duce this leakage, on the same plan that grooves are sometimes 
turned in the surface of a pump plunger for the same purpose. 
The guide disks are divided on a diametral line, with their top 
halves bolted to the top of the casing and their lower halves to 
the base so that the top casing and glides can be lifted off, expos- 
ing the wheels. The joints of these disks are ground to a close fit, 
to prevent leakage. 

The casings for the high- and low-pressure parts of the turbine 
are mounted on the bed plate by brackets placed midway between 
their ends to prevent distortion from expansion, due to the heat of 
the steant. There are also large clearance spaces between the 
guide vanes and wheel blades, made possible by the fact that there 
is but small tendency to leak at these points, as explained above. 
This reduces the likelihood of the blades being displaced suffi- 
ciently, through the heat of the steam, to cause rubbing when the 
turbine is nmning. 

Governor, — In Fig. 11 is a detail drawing of the governor, 
which controls the turbine by throttling the steam. A centrifugal 
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governor acts on a relay valve, m, and connects one side or the 
other to pipes a and b; a being a pipe leading from a reservoir full 
of a liquid, such as oil or water, under pressure produced by a 
rotary pump; and b a return leading to the suction well of the 
pump. The two pipes e and f connect each end of the valve to 
the cylinder g, which is located on top of the main throttle valve. 




Fig. 11. Governor of Zoelly Turbine. 



The moving part of this valve is attached to the same valve stem 
as the piston h, in the cylinder g. If the load on the turbine is 
decreased, the resulting increase in speed raises the governor 
lever n, and valve m makes a direct connection between a and / 
and e and b. The liquid, entering cylinder g, forces piston h 
down, which closes throttle valve k a corresponding amount, re- 
ducing the pressure of the entering steam. The valve stem is pro- 
longed and attached to the end of lever n, and hence the down- 
ward movement of the throttle valve moves the relay valve m 
back to its original position. During this return movement of the 
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valve m the lever n pivois about its left hand end ; while, when the 
lever was origrinally moved by the governor, it pivoted about its 
right hand end. Lever n is thus what is called a Boating lever, 
the fulcrum of which is shifted from one end to the other, accord- 
ing to the ccHiditions. When valve m has been returned to its 
original position, no further movement of the throttle valve can 
occur until the speed of the turbine changes again. 




?ls. 11. DUgran of HuBlltoB-HaUmrlti Turblnt. 



Hamilton- Holzwarth Turbine. 

A turbine is being developed by the Hooven, Owens & 
Rentschler Company, Hamilton, Ohio, which is on the plan of the 
Rateau and Zoelly turbines, but differs in details of construction. 
In units of 760 Kw. and upward the turbine is divided into two 
parts, the high- and the low-pressure. Steam enters through a. 
separator and passes through the main inlet valve and the regu- 
lating valve, all of which are below the bed plate. As the steam 
flows through the first set of stationary vanes it forms a complete 
ring instead of entering through a part of the circumference as in 
the Rateau turbine. The casing is divided into compartments with 
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one rotating wheel in each. Both the stationary and the moving 
vanes gradually increase in height toward the low-pressure end. 

Fig. 12 shows the scheme of the turbine. This is somewhat mis- 
leading, in that the stationary nozzles apparently increase in area 
from inlet to outlet, a construction that would not be required 
with the small drop in pressure that occurs between the different 
compartments. The areas do not actually increase, however, be- 
cause the guide vanes are so shaped that they are nearer together 
at the outlet side than at the inlet side, and to compensate for this 
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SECTION ON C-D 





Fig. 13. Construction of Diaphragms. 



they have to increase in height somewhat from the inlet to the out- 
let sides. 

Details of Construction, — In Figs. 12, 13, and 14 are certain 
details of constniction of the turbine. Fig. 13 shows the sta- 
tionary discs which are built up of two side pieces riveted together. 
Each vane is a separate piece held by its projection at its lower 
end, which fits in an angular groove between the two disks at their 
periphery. The vanes are of drop-forged steel and are secured by 
rivets. After they are in position their outside ends are ground 
and a steel ring is shrunk on. In case it were not desired to extend 
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the vanes arcuind the whole periphery the forms used at A and C 
would be employed as indicated in the section on C Z>. 

The construction of the wheel is shown in Fig. 14. It is as light 
as possible with cast steel hubs, to which are riveted conical disks 
A. There is a. space between the disks at their periphery in which 
are riveted their steel segments B. The vanes are attached to these 
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segments, as shown in the sectional view at D. They are formed 
with lips extending downward and these lips are enlarged at their 
ends to fit into the enlarged bottom portions of cross channels in 
the segments B. The vanes are so designed that the passages 
through the walls have a uniform area from beginning to end and 
they are made hollow to reduce their weight. On the outer ends 
of the vanes a thin, steel band is shrunk to give an outside wall to 
the steam channels. - The vanes are milled on both edges to give 
correct angles. 



CHAPTER VI 



COMPOUND IMPULSE TURBINES (Continued). 

The Curtis Turbine. 

^e Curtis turbine is manufactured in this country by the Gen- 

*™ Electric Company, the large sizes at Schenectady, N. Y., and 

~^ small sizes at West Lynn, Mass. The Curtis marine turbine is 

^"g developed by a company headed by Mr. Curtis, the inventor, 



who is 



conducting extensive experiments. 




fig. 1. Barly Potm of Ciutli Turblni. 



i^arly Type. — The machine is represented in its simplest and 
«*"\est form in Fig. 1. It consists of two rings of curved buckets 
•wunted upon disks revolving with the shaft. Between the two 
f«voIving rings is a group of curved blades in the form of a short 
segment fixed to the interior of the turWne case. The nozzle is 
of rectangular cross section, so designed that one side of it can 
sJide in or out without materially altering the ratio between the 
inlet and outlet areas of the nozzle. By thi? means the quantity of 
steam delivered is adjusted to suit the load, and it is not necessary 
to govern by throttling. An early turbine of substantially this 
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design, of 150 horse-power, was tested at Stevens Institute of 
Technology, Hotioken, N. J. 

Slage Turbine. — In its practical form the nozzles are smaller 
in area than in the experimental niacliine mentioned and are ar- 
ranged in groups; but the method of governing is in effect the 
same. One design that has been used is shown in Fig. 2. Steam 
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enters dirough the series of nozzles, forming a broad belt of steam, 
and the quantity admitted is regidated by a series of poppet valves, 
one for each nozzle. Regulation is by opening or closing these 
valves automatically, which has the effect of increasing or decreas- 
ing the quantity of steam ilowins;. as may be required, without 
reducing the initial pressure. The turbine in Fig. 2 is a "stage" 
turbine, with two stages or elements, each consisting of three ro- 
tating sets of blades and the necessary guide vanes. Each element 
is incased in a separate compartment with its set of nozzles. 
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Since the earlier turbines were constructed, it has been found 
that better results can be obtained by dividing the turbine into more 
stages and using (»ily two rotating rings of blades in each stage, 
and this plan is now followed in the larger sizes. Ftg. 3 shows 
a half section of a turbine on this plan. The nozzle and its con- 
trolling valve are at the top, at the right, below which are the two 
sets of wheel blades, and the intermediate set of guide vanes. 




Pic 3. Sue* TntUiM. 



Routing Ring! of B 
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Then f<^ow in succession the second, third and fourth stages, with 
the wbeel in each stage separated from the otbers by the dia- 
plaagms. Only the initial nozzles are controlled by the governor, 
but between the first and second stages are hand-operated valves, 
so that, should the pressure become too high in the first stage, 
steam may be deJivered through these valves to the second stage. 
In later machines automatic spring-operated valves have taken the 
place of die hand valves. 

Method of Reducing Rotative Speed. — The theoretical principles 
of the Curtis turbine have already been outlined in Chapter I. and 
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n the patent review of Chapter II., to which the reader is referred. 
Although a modified form of the De Laval expansion nozzle is 
used, the rotative speed of the wheel is much lower than in the 




De Laval type, since two or more rotating rings of blades are em- 
ployed to utilize the high velocity of the steam after it leaves the 
nozzle. In the De Laval turbine the single wheel should run as 
nearly as practicable at half the velocity of the steam jet in order 
to absorb its energy. But in the Curtis turbine the speed is much 
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less than half the velocity of the steam, and when the steam issues 
from the first set of blades it lias a high residual velocity; and this, 
in turn, is taken up in part by the second rotating set of blades, 
and so on. This construction makes it possible to utilize the 
energy of the steam with a comparatively small number of blades. 
For illustration, suppose steam to start with a velocity of 3,000 
feet a second; once compounding would reduce the required 
velocity of the wheel by two, or to 760 feet per second instead of 
the 1,500 feet theoretically necessary with a single wheel, and 
three rotating sets of vanes would reduce the velocity to BOO feet a 
second. 

Curtis Vertical Turbines. — ^The first coamerdal toitine built 
by the General Electric Company was a 600 Kw. unit* installed 
in tfieir power plant at Schenectady in 1901. This machiae was 
built on the Imes advocated by Mr. Curtis, with a horiaontal shaft 
and two stages with groups of wheels in separate canigs, as in 
Fig. 2. Since the construction of this machine all the tuiiMnes of 
the 500 Kw. size and larger have been built with shafts in a 
vertical position, and the generator placed directly over the turbine. 
The total weight of the revolving parts is borne by a 8tq> bearing 
at the foot of the shaft, and the shaft is steadied and aligned by 
three bearings, one at the t(^ of the generator, another near the 
foot of the shaft, and a third between the generator and the tur- 
bine. The sectional view, Fig. 5, shows the arrangement clearly. 
The different parts are lettered as follows : 

A, spring-weighted governor; B, generator; C, caSing inclosing 
the three turbine wheels ; D, step bearing; E, outlet to condenser; 
a, upper steady bearing; ft, lower steady bearing; c, stuffing box 
with graphite packing rings; d, connection from governor; 
c, mechanism operating admission valves ; f, by-pass for maintain- 
ing correct pressure in second stage. 

The considerations leading to the vertical design are stated by 
one of the engineers of the company, as follows:* 

The relative positions of revolving and stationary parts are definitdy 
fixed by the step-bearing. The stationary part is symmetrical, easily 
machined and free from distortions by heat. The shaft-bearings arc re- 

•W. L. R. Emmet, in a paper upon the "Steam Turbine in Modem Engineerings" 
read bef-.rc the American Society of Mechanical Engineers in 1904. 
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licved from all strain, and friction is practically eliminated. The shaft is 
free from deflection and can be made of ;oiy site without reference to 
bearingis, which can. be placed where convenient and operated with surface 
speeds, which would no* be practicable with the horiionlal arrangement. 

These features make possible the use of a very short shaft, and consc- 
quemly the longitudinal spacing of movii^ and stationary parts is very 
little effected by temperature difTerences. The turbine structure affords 




support and foundation tor the generator. The cost of toundajions is very 
small, and the solidity and alignment of foundation is not of vital im- 
portance. Much floor space is saved. All parts of the machine are con- 
rmieiMly accessible. Failure of lubrication cannot injure the shaft or other 
expend ve puts. 
Pressures and Velocities of the Steam.— \n the four-stage tur- 
ine steam is expanded in the admission nozzles from an initial 
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pressure of 150 pounds to 58J4 pounds, thereby attaining a 
velocity of 2,000 feet per second. It acts upon the two rows of 
moving vanes and then, in passing through the second set of noz- 
zles, is expanded to about ISJ^ pounds, again acquiring a velocity 
of about 2,000 feet per second. Tt here acts upon the second se- 
ries of bucket wheels and is delivered to a third set of nozzles, 
which expand it to about 3J4 pounds, imparting to it a velocity 
of about 1,600 feet per second. After acting upon the third set of 
wheels the process is repeated and the steam is delivered to a 
fourth set of nozzles, which expand the steam to about 1 pound 
absolute, giving it a velocity of 1,400 feet per second, which is 
absorbed by the fourth set of wheels, and by them the steam is de- 
livered to the condenser with its energy practically all extracted. 

Speeds of Rotation. — The speeds at which the various sizes 
of Curtis lurbines (60-cycle) operate are as follows: 

SCO Kw !,800 revolutions per minute. 

1,000 " 1,200 

1.500 " 900 

2,000 

3,000 
S.000 
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smaller turbines the peripheral speed is about 400 feet per 
and in the larger ones il is reduced to 325 feet per second. 
Turbine Buckets.— Iht most vital point in a steam turbine 
juckeis, since tJiey, and the spaces between them, must be 
correctly to give ihe proper directinn of flow anJ the 




t mechanical efficiency, and also to provide for the progres- 
ipansion of the steam. The buckets of the Curtis turbine 
t out of the solid metal by special bucket cutting macbmes. 
smaller sizes the blades are cut from the disks comprising 
leels, and in the larger sizes the buckets are cut from seg^ 
of steel or bronze and then bolted around the P^"P"!''^ . 
sks. In Figs. 7 and 8 are shown bucket segments, m 
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first instance as they appear after machiiiuic^ and in the second 
with a rim of steel riveted on, closing the outer openings of flie 
curved passages between the buckets. 

Buckets are also made of drawn metal, the pieces being set in a 
mould and fixed in place by pouring molten bronze around tbem, 
thus forming one of the s^;ments. In all these constructions die 
buckets themselves are less in width than the rim of the segment, 
so there is no possibility of their coming in running contact with 
any of the stationary parts of the machine. 

While the process of cutting the buckets produces very nicdy 
finished woric, it is at best expensive, calling for special machines, 
which have taken a long time to design and develop. In all of 
them a single-pointed cutting tool is onployed, the tool being so 
guided by the mechanism that its cutting, tdge wiU be in correct 
position for cutting effectively at all points of the curve. In dder 
machines the tool was given a motion of rotation around the cir- 
cumference of a circle (approximately, depending on the shape of 
the buckets) , and as it passed the bucket segment it would remove 
a chip. The tool was gradually fed into the work as the cutting ad- 
vanced. In the latest type the tool is given an oscillating motion, 
back and forth across the face of the segment. On the forward 
stroke the tool advances for the cut and on the return withdraws 
for clearance. The machine of this type is partly pneumatic in its 
action, and is an exceedingly interesting piece of mechanism. 

Step Bearing, — In Fig. 10 is a sectional drawing of the step 
bearing. It consists of two cast-iron blocks, A and B, one carried 
by the end of the shaft and the other held firmly in a horizontal 
position and so arranged that it can be adjusted up and down by 
a powerful screw, S, Both blocks are recessed to about one half 
their diameter as shoun at C and into this recess oil is forced 
through the central bore D, with sufficient pressure to raise the 
shaft slightly and support its weight on the thin film of oil which 
flows out between the flat faces of the two blocks. The lubricant 
flowing out fills the space surrounding these blocks and rises be- 
tween the vertical hearing and the shaft, to the overflow E, where 
it escapes. The whole structure is inside the base and packing is 
used, aided by a low steam pressure, to insure that oil shall not 
escape into the vacuum chamber above. The pressure required in 
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the step bearing of a 6,000 Kw. machine is about 1,U00 pounds 
per square inch and this is maintained by an electrically driven 
pump aided by an accumulator, so that if the pump should tem- 
porarily fail the pressure would still be maintained. There have 
been a number of instances where the oil pressure has failed and 
the lowering of the shaft and wheels after the flow of lubricant 
had stepped was at the rate of about .01 inch per minute. The 




Fls. 10. Step BMring. 



wear on the blocks, however, did not appear to injure the wearing 
qualities of the bearing. In some later machines water has been 
used instead of oil to support the step bearing. 

Small Turbines. — In a paper read before the American Street 
Railway Association in 1904, Richard H. Rice outlines some of the 
features of the small horizontal turbines built by the General Elec- 
tric Company at thw West Lynn works. Certain particulars of 
these arc given in the accompanying table : 
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HA'.trl Sp-eed of Cocdeosing v«, «^ 
Capa- ::v. ^ha^.. or Xon- ^zL^ Current. Poles. Voltage. 

kTw ' R. F. M- coaJecs;ng. ^^^ff"- 



14 W«i> Xos-cocA 1 

TS 2.*J») X-c- A Ccnd 2 

I«/j 3 6»> Convi- 3 

I.'^) 2'«j0 X-c ftCond. 3&4 

v.*» I.H«j X-c & CocA 3&4 



Dir- Cur. 


t 


60 


•• *• 


t 


8»-lS 


A* •• 


2 


ISS-fiO 


• * »• 


4 


livao 


Alt. Cur. 


2 


iJ» 


D;r. Cur 


4 


]ft-SO 


D C A A- C. 


4 


25O,SUOftt«l0 



The three smaller sizes have ti*o bearings. The turbine wheels 
are overhung on the end of the shaft and the shaft is in one piece, 
with the turbine and armature both mounted on it B^inii^ 
with the 75 Kw. size and upward the shafts are in two pieces and 
the sets have four bearing^. 

In the small sizes where the wheeb are overhung the front end 
of the case mav be taken off to obtain access to the wheels and 
intermediates, and in the larger sizes where four bearings are 
provided the upper half of the casing is removable for the same 
purpose. 

In the four-bearing sets the generator and turbine shafts arc 
united by a flexible coupling which permits some little inaccuracy 
in the alignment of the two shafts without affecting the operation 
of the set. This coupling is a modification of the Oldham coupling, 
the necessar\- flexibility being secured by the use of links turning 
on pins. 

The 13^, IT) and 25 Kw. turbines are of the single-stage tjpe, 
having a single group of nozzles and three rows of moving buckets. 
The larger sizes are multi-stage and have only two rows of mov- 
ing buckets per stage. 

The bearings used in these turbines are supported on spheres. 

le linings are made in two parts and lubrication is effected by 

ted feed from a pump which is geared' to the main shaft of the 

•bine and supplies oil at a pressure of from three to six potmds 

r square inch. 

Governing Mechanism. — \'arious methods of governing have 
icn experimented with by the General Electric Company. In 
*cs of 25 Kw. or less, governing is effected by throttling the 
Cam pressure by the direct action of a powerful centrifugal gov- 
**or. In the larger sized machines, however, each nozzle or 
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group of nozzles is supplied with steam from a poppet valve 
operated by means of controlling mechanism under the influence 
of the governor. One metlK>d adopted for larger units consists in 
the use of a hydraulic cylinder with a controlling valve actuated 
by the governor. A movement of the controlling valve, caused by 
a change in the speed, admits oil to one side or the other of the 
piston of this cylinder and a movement of the cylinder results, 
through the intermediate mechanism, in the opening or dosing 
of corresponding poppet valves. While the governor remains in 
any given position the hydraulic cylinder is also stationary and is 
locked in its position by confining the oil in both ends of the cylin- 
der. A movement of the governor produces a corresponding 
movement of the hydraulic piston, and when this movement has 
taken place the parts come to rest. The motion of the hydraulic 
piston is transferred to a shaft running parallel with the bank of 
nozzles and on which is a series of cams that actuate the valves. 
The 2,000 Kw. turbine, Fig. 6, is controlled by a hydraulic gear of 
this type. The hydraulic cylinder is located in a vertical position 
above the nozzle valves, at the right, and its plunger moves the 
cam shaft one way or the other according to the position of the 
pilot valve. The cam shaft is plainly visible in the engraving. 
On some of the largest machines horizontal cylinders have been 
employed instead of the vertical, placed between the turbine and 
the generator, and with the plunger operating the cam shaft 
through a rack and pinion. 

Mechanically Operated Gear, — This gear is a development from 
steam-engine practice and is used on some of the turbines manu- 
factured at the Lynn plant of the General Electric Company. 
Each nozzle valve is actuated directly by a pair of reciprocating 
pawls, one adapted to open the valve and the other to close it. 
The several pairs of pawls are pivoted to a common moving sup- 
port, which is oscillated by a rock shaft receiving its motion from 
the turbine shaft through a worm and wormwheel. At the upper 
end of the valv6 spindles are crossheads, in which are milled 
notches or teeth for the pawls to engage, and the engagement of 
the pawls in these teeth is determined by the angular position of 
shield plates controlled by the governor. These plates are set 
progressively, one in advance of the other, to obtain successive 
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actuation of the valves. When more steam is required, a shield 
plate pennits the proper pawl to engage the crosshead of its valve 
and open the valve on the upward stroke ; while if less steam is 
required the shield plates will be moved by the governor to such 
a position that the proper pawl will dose its valve during the 
downward stroke of the rock shaft 

Another type of mechanical gear, that has been applied to 
smaller units, has positively actuated valves that are always either 
in the full open or entirely closed positions. Each valve has a 
crosshead and block and is actuated by a dog consisting of a small 
eccentric strap with a projecting arm about six inches long, pro- 
vided with two hooks, one adapted to pull the crosshead block 
toward the eccentric shaft and open the valve and the other to 
push the block away from the shaft and close the valve. The 
governor controls the engagement of the hooks. The governing 
arrangement of this gear is very ingenious and sketches of the 
mechanism will be found in the 1906 report of the turbine com- 
mittee of the National Electric Light Association. 

Electric Governing, — One of the earliest methods used for con- 
trolling the nozzle valves, and which is still employed, is an elec- 
tric system in which the action of the valves is governed by 
solenoids or magnets through which an electric current passes. 
In Fig. 11 is a diagram showing the principle of the arrangement. 
The governor at G connects with the cylinder R, on the surface of 
which is a series of contact points arranged spirally, so that as 
the cylinder turns one way or the other these points come in con- 
tact successively with corresponding points from which the ver- 
tical wires extend and close the circuit through these wires in suc- 
cession. 

Referring to the figure: A is the supply wire for the current 
and B the return. The current passes through the switch 5", 
which ordinarily is closed, and thence to the wire and to the cylin- 
der. The vertical wires at the left connect with the magnets be- 
longing to the various sets of nozzles, but in this diagp-am the 
horizontal wires leading to one set of nozzles only are indicated, 
which accounts for several of the vertical wires having no appar- 
ent connections. When the cylinder R is so rotated by the gov- 
ernor as to bring two contact points together the current ener- 
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gizes the corresponding magnet at T, and thence passes to the 
return wire B. Should the turbine speed be above normal the 
goTemor arm drops and breaks the current at the switch 5" and 
all of the magnets are thrown out of action and their valves 
closed, shutting off steam. 

The nozzle valves are not operated directly by the magnets, hut 
through the medium of small auxiliary valves which the magnets 




Fig. 11. DUgrua of Eteclrle Control for Noiil* 



^''^^trol and which serve to create a balanced or unbalanced steam 
Pressure upon the faces of pistons attached to the nozzle valve 
^indies. One of the nozzle valves is shown in Fig. 12. The 
^Ive V is constantly pushed downward by the spring S, and the 
Action of the valve is governed by the pressure in the space above 
the piston P, which is fastened to the valve stem A. Communica- 
tion between the pilot valve and this space is had by the pipe / 
and when the pilot valve is in such a position that this pipe con- 
nection is open to the atmosphere the unbalanced pressure under 
valve V will be sufficient to raise the valve and allow steam to 
enter the nozzle. When, however, the pilot valve is in such a 
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position that steam under pressure is admitted to the space above 
piston P, this pressure, in connection with the spring S, forces the 
valve to its seat. 




pig. 12. Hoiilc V«li 



Fig. 13. Curtii Tiu] 



Curtis Turbine Governor. — In Fig. 13 is an outline of the gov- 
ernor for a 500 Kw. machine. The governor is supported by a 
flange keyed directly to the top of the vertical shaft of the tur- 
bine and the whole supporting framework rotates with the shaft. 
W W are the two weights fulcrumed at the points indicated and 
as the turbine speeds up the centrifugal force of the weights pulls 
the lever L downward against the resistance of the spring S. 
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A second spring' at 5", is arranged so that its tension can be in- 
creased or diminished to change the loading of the governor and 
thus bring the speed of the governor within small limits. The 
lever L. connects with the valve mechanism, 

Riedler-Stiimpf Turbine. 

This turbine has been develcped and manufactured by the 
Allgemeine Electricitats GesellsHaft, Berlin, who have now be- 
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come incorporated with a new Berlin organization, known as the 
Union Electric Company. The object of the Union Company is to 
exploit in certain European countries important steam turbine 
patents, chiefly those of Professors Riedler and Stumpf, controlled 
by the Allgemeine Company ; and the Curtis patents, owned by the 
General Electric Company in this country. As a result of this 
of^nization, turbines are now being constructed by the A. E. G., 
combining features to be found in both the Curtis and the Riodler- 
Stumpf machines. 

The Riedler-Stumpf Compound Turbines. — The sinpte wheel 
Riedler-Stumpf turbines have already heen described in Chap- 
ter IV. In the compKiimd turbine of this design, in which two or 
more wheels, or else two or more rows of buckets on the sime 
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wheel, are used, eadi wheel is provided with semi-drcular buckets. 
The steam is projected against one side of the buckets of tiie fi,»-st 
wheel and then as it escapes from the opposite side, it is collected t^ 
curved guides which carry it around to the next wheel T'lie 
sketch. Fig. 14, shows the arrangement, and it will be noted tf-sat 
here it is not necessary to arrange the guides spirally in order to 
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circumvent the no^icle as was done in the case of compounding 
with the single wliccl as described in Chapter IV. The letters 
A. B, C. D indicate tlic direction of the flow of steam in Fig. 14. 
When a considerable speed reduction is desired, the turbine is 
divided into stages widi two ste])s in each stage. 

In Fig. ir, is a sectional drawing of a two-stage turbine, similar 
in its arrangement to the Curtis turbine made in this country. The 
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Upper wheel may be classed as a high-pressure whc-tl ami the 
lower a iow-pressure wheel. Steam enters as indicateil. and is 

conducted by suitable passages from the first to the stcund wheel. 

It then enters the annular passage E E, where it comes in contact 
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to a marked degree, and with a very stiff frame and a heavy shaft, 
gives satisfaction. Owing to the stiffness of the frame it is possi- 
ble to secure the casing to it so that it is possible to expand and 
contract The wheel casing^ are x>f cast iron provided with relief 
valves as a protection against a possible rise of pressure. The 
wheel is held on the shaft end by a flange and is machined out of 
a solid nickel steel disk. The steam inlet to the main cut-off valve 
and to the steam distributing chest is throt^h a fine-meshed screen. 
The steam from the distributing chest is ddivered to the nozzles 
by a number of pipes shown in end view, Fig. 19. The bearings 
are supplied with oil under pressure and are lined with white 
metal. The governor is fitted direct on the free end of the shaft 
and is of the spring t3rpe. It is placed inside the steam distribution 
chest and openings which lead from the latter to the nozzles arf 
closed or opened by a steel band. 
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General Principles. — In the Parsons turbine there are alternate 
rows of stationary guide vanes and moving wheel vanes as in 
Fig. 1. The steam flows through a fixed ring of directing 
blades, which serve the purpose of steam nozzles, onto a revolving 
ring of similar blades and so on, the pressure being reduced a 
small amount at each step. The revolving rings of blades act 
both in the capacity of buckets and nozzles as in any reaction 
turbine. 

Assume, for illustration, that the steam expands from 115 
pounds absolute to atmospheric pressure in its passage through 
the turbine and that there are 40 rows of guides and vanes giv- 
ing an average drop in pressure of 2J/^ pounds at each wheel. If 
steam were to flow through an expanding nozzle from 115 
pounds to 15 pounds absolute, its velocity would be about 2,700 
feet per second ; but, by stepping down the pressure and allowing 
it to expand an average of 25^ pounds at each stage, the velocity 
of flow corresponding to the differences of pressure would be 
only about 400 feet per second. If the Parsons turbine were 
purely a reaction wheel, the wheel would travel nearly as fast as 
the steam when it left the moving vanes, and in the above illustra- 
tion would have a peripheral speed of nearly 400 feet per second. 
In the actual turbine the average speed is much less than this, 
requiring more rows of blades and an immense number of blades. 
In a 400 Kw. turbine there are 58 rows of guide vanes and wheel 
vanes, or 116 rows in all, aggregating about 30,000 blades. 

The pressure differences at each element or set of blades grad- 
ually decrease from inlet to exhaust, instead of running uniform 
as in the above example, since, for a given difference of pressure, 
the velocity of steam is much greater at low than at high pres- 
sures. Thus, in flowing from 165 pounds to 155 pounds absolute, 
a difference of 10 pounds, the velocity acquired is only about 
520 feet per second ; while at atmospheric pressure practically the 
same velocity is acquired by a drop of only one pound in pres- 
sure or Vio as much as in the first case. The steam velocities 
are kept within 150 feet per second as a minimum at the high- 
pressure end, and 600 feet per second as a maximum at the low- 
pressure end. 
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Description of Parts. — The elemental parts of a Parsons turbine 
are the rotor or rotating element, the stator, comprising the casing 
and guide vanes, and the balancing pistons. These are shown in 
Fig. 2, which represents a Westinghouse-Parsons turbine. Steam 
enten the chamber B at boiler pressure through the steam pipe A 
and passes to the right through the first group of blades which 
gradually increase in height (see Fig, 11) to chamber C. Here, 
to avoid excessively long blades as well as many sizes of blades, it 
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" necessary to Jump to a larger diameter and the steam flows 
"Tough a second set to D and finally through a third set to space 
■ The halanrinir nistons n. h and r are of Slich a diameter that 



The balancing pistons a, b and c 
"^ Steam pressure against them exactly balances the axial thrust 
^ the direction of the steam flow. This thrust is composed of 
""^e factors: (I) The static pressure on the end of the drum; (2) 



forward thrust on the blades due to the impact of the steam; 

. ^ (3) the backward thrust due to the reaction of the steam in 

^Aing the blades. The net result is a forward thrust. The diame- 

^'s of the pistons are approximately equal to the mean diameters 

the steam areas of the diflferent steps. The pipe F connects the 

*-*Sce back of the balancing pistons with the exhaust chamber. G 

a coil for cooling the oil circulating through the bearings. 
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In Fig. a is shown a 400 Kw. turbine open for inspection. 
casing is made in halves divided longitudinally so that tlie upper 
half can be removed, exposing the rotor, which may then be raised 
from its bearings, after the bearing caps are removed. The 
interior walls of the casing contain the stationary radial blades 
corresponding to those on the rotating cylinder. Starting at the 
left, it will be seen that there are several rows of blades, all 
of the same height ; then there is a change to blades of a shghtly 




greater height and there are several rows of this size, and so c 
When the mechanical limit is reached for size of blade, 
rotor is then increased in diameter, giving a greater circumference 
and allowing shorter blades. The correct method, theoretically, 
would be for each row to be a little higher than the previous one 
throughout the turbine. Practically, this is neither convenient 
nor necessary. 

A more detailed description will now be given of certain parts 
of the turbine, as made by the Westinghouse Machine Company, 

Turbine Blades. — These were formerly made of a special cold- 
drawn bronze, but at the present time drawn steel is extensively 
used. The blades are secured in annular rings turned on the out- 
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^he of the rotor and recessed on the inside of the casing, by catk- 
^Ep after they are in place. The blading material is drawn out 
inio long strips and sawed up to the proper blade length. The 
blades are separated by soft steel distance pieces which just fill tlie 
grooves between them and maintain the proper entrance angle. 
For the extreme low-pressure blading of the large turbines drop- 
forged steel blades are employed, with separators forged directly 
I the base of the blades. For maintaining uniform spacing 
ween the outer ends of the larger blades and also to stiffen them, 
iat steel lace is threaded through openings near the outer edge 
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of the blades, and twisted between the adjacent blades, The 
smaller blades have J/fi-'uch clearance sidewise and the larger from 
J4 to 1 inch, so that dangers of colliding are remote; and if this 
occurs the turbine may still be operated 

Bearings. — When the Parsons turbine was first experimented 
with trial shafts were run with bearings of different descriptions 
up to very high velocities, and it was found that no difficulty was 
experienced, provided the bearings were designed to have a 
certain amount of give or elasticity. It was then determined 
that elasticity combined with frictional resistance to the trans- 
verse motion of the bearings gave the best results and led to 
the adoption of the bearings shown in Chapter II. in connection 
with the Parsons patents. The shell was surrounded by a series 
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of friction rings, each being altematei)' larger and smaller than 
the adjacent ring, the small series fitting the shell on the outside 
and the larRc scries fitting the hole in the bearing block. 

In the Westing house -Parsons turbine the bearings are made 
lip of several concentric sleeves instead of the rings loosely 
fitted in ihe |tedestals. Oil circulates between the sleeves, ani! 
the capillary action forms a fluid cushion about the several sleeves, 
which restrains vibration and at the same time gives sufficient 
flexibility to allow the shaft to revolve about its axis of gravity 
instead of its geometrical axis. The bearing proper is a gun 
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A similar device has been employed in the glands of centrifugal 
pumps.* 

Lubrication — A small pump, driven by a worm and wormwheel 
upon the shaft circulates oil through a closed system, comprising 
in the order of arrangements, pump, oil cooler, bearings and 
reservoir. The oil is supplied to the bearings at the top, at one 
aid where it follows a groove in the top of the shell, from which 
t is distributed around the shaft. A forced circulation under 
Ugh pressure is not found to be necessary. The object is to 
Maintain an oil film around the journals so they will never actually 
ome in contact with the bearings. 



Governing Arrangement. 

Description of Governor. — Fig. 6 shows the governing mechan- 
m of the Westinghouse-Parsons turbine. It is substantially 
le same as that illustrated in the second chapter in connection 
ith the Parsons patent of 1896. The governor is of the centrif- 
jal type with bell-crank levers, the vertical arms of which carry 
e balls, and the horizontal arms bear against the spiral spring, 
hich resists the centrifugal force of the balls. The tension of 
le spring may be adjusted for the purpose of synchronizing two 
temating current generators when running in parallel. The 
ain admission valve is actuated by the piston B, which is con- 
oiled by the pilot valve A. Steam is admitted below the piston 
irough the annular clearance around the main valve stem and 
uses the piston against the pressure of the spring. When the 
ilot valve A, however, uncovers one of the ports the steam 



*A simple device for packing the shaft of centrifugal pumps 
a frictionless manner was introduced some years since by 
essrs. Robinson Brothers & Co., of Melbourne, Australia, 
d described in a recent issue of London Engineering. It 
applicable as well to the packing of the shafts of steam 
rbineSt where the efficiency is impaired by the leakage of 
* into the vacuum end. The idea is ingenious in its very 
npHcity. The bearing is cased in with an annular cham- 
r F which is filled with water. Rotary motion is given to 
e water by means of a disk or set of vanes E attached to 
e shaft. As the disk is tight upon the shaft, any air to 
ach the interior must pass around the tops of the blades, 
le water in which the tips are immersed, however, is under 
eater pressure, due to centrifugal force, than the pressure 
the atmosphere can overcome, and thus the air is effect- 
illy excluded without the entrance or expenditure of water while the shaft is left 
itirely free. — Power, April, 1904. 
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escapes from the space under the piston, throi^h the small ex- 
haust pipe and allows the spring to close the valve. 

The pilot valve is governed both by the motion of the governor 
and the reciprocating motion of the rod C which is actuated by 
.an eccentric driven through a worm and wormwhcel from the 
main shaft of the turbine. D and E are fixed fulcrums and F 
is a floating fulcrum moving up and down with the governor 
sleeve. The reciprocating motion of the rod C is communicated 
to the pilot valve A and thence to the main valve, admitting 
steam to the turbine in puffs ; while the distance that the valve 
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Opens is determined by the position of the governor. The pilot 
valve was also originally designed to act as a safety stop, but an 
auxiliary and entirely separate safety stop is now used for actu- 
ating^ a quick-closing throtUe valve. Fig. 7 shows an indi- 
cator card taken on a Parsons turbine at two different loads, 
the indicator beit^ attached to the admission space A in Fig. Z. 
The indicator barrel was revolved at a constant speed. At light 
loads the valve opens for very short periods and remains closed 
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for the greater part of the interval. As the load increases the 
valve remains open longer, until finally almost continuous pressure 
is maintained in the high-pressure end of the turbine. The net 
effect of this method of governing is the same as though steam 
were throttled in the usual manner. While it is true that by ad- 
mitting steam in puffs high-pressure steam is used at all loads at 
each oscillation of the valve, as has been claimed for the device, 
there is also excessive throttling of the pressure at each puff. 
This arrai^ement has the advantage, however, of removing the 
pos»bility of the valve sticking, since it has a continuous motion. 
Auxiliary Governing Valve. — A secondary admission valve is 



144 



STEAM TURBaNES 



provided to admit high-pressure steam to the second drum of the 
turbine on overloads and increase its capacity up to 50 per cent or 
more in excess of the normal rating. This arrangement has the 
further advantage that it enables much better economy to be main- 
tained under normal loading than when the primary admission 
valve only is used for governing. In Figs. 8 and 9 are diagrams 
showing the principle of the valve, and its connections, taken 
from the patent records, and the sectional view, Fig. 11, shows 
the actual arrangement of both primary and secondary valves. 

In Fig. 8 ^ is the steam inlet and B is a valve admitting high- 
pressure steam, when the valve is raised, to the port C, which 




Pig. 9. Showing Connections for By-Pata. 



connects with the intermediate part of the turbine. This is 
shown in Fig. 9, where steam enters Sit A; B is the valve, and C 
is the pipe leading to the turbine. 

The valve, B, is hollow, allowing the steam to pass through 
to the space, D, where it bears against the under side of the piston, 
E. F is a small passage leading from space, D, to the space, H, 
so that under ordinarv conditions there will be a balanced 
pressure on the piston E, and the valve will be kept seated by the 
spring, 5'. Connecting with the space, H, in which the spring is 
located, is a pipe, P, leading to a by-pass in the base of the gov- 
ernor, shown at the left, which is opened or closed by a pilot 
valve, M, under control of the governor. Under normal conditions 
the pilot valve will be in the position shown, closing the by-pass 
and preventing the escape of steam from the chamber, H. Should 
the speed of the engine decrease beyond a fixed point, however, 



146 STEAM TURBINES 

the governor balls would move inward, which would depress the 
governor yoke and the pilot valve, M, causing the pilot to 
open and allow steam to escape from space, H, into the atmos- 
phere. The result would be an unbalanced pressure on the piston, 
E, causing it to raise and compress the spring and open the valve, 
B, allowing the high-pressure steam to enter the low-pressure 
part of the turbine and increase the power. 

Sectional View of Westinghouse-Parsons Turbine. — In Fig. 11 
on the opposite page is a sectional view showing the essential 
parts of a turbine, which are lettered to correspond with the 
following list of parts : 

S. — Steam admission. 

V. — Admission valve to high-pressure end. This valve is oontroUed by 
the governor (connections not shown) and is oscillated by an eccentric 
driven by the worm and wormwheel at right-hand end of main shaft 

Fg. — Auxiliary valve also controlled by governor and opened auto- 
matically in case of overload. 

P, P, P. — Pistons or disks against which steam pressure acts to balance 
the thrust. 

£, E, E. — Equalizing pipes. The two upper ones maintain steam pres- 
sures against the front faces of balance pistons equal to the pressures in the 
steps or stages of the turbine having corresponding diameters — the lower 
one maintains vacuum pressure at the back of the large piston. 

T. — Adjustment bearing for maintaining the exact running position of 
the rotor and for taking up any unbalanced thrust not provided for by the 
pistons. This bearing is adjusted endwise to locate the rotor in correct 
position relative to the stationary part. 

R. — Relief valve. 

B. — Exhaust passage. 

The arrangement of the governor has previously been described. 

5,500 Kw. Turbines, — The general view. Fig. 10, shows a 
turbine of this power of the type that is to be used for the initial 
equipment of the Pennsylvania Railroad terminal property in New 
York City, furnishing electric power for the trains passing through 
the tunnel approaches to New York City now in construction. The 
space occupied by this machine is approximately 27 feet 8 inches 
by 13 feet 3 inches, and the height to the top of the rail is 12 
feet. It occupies less than %o square foot per electric horse- 
power and develops 20.2 horse-power per square foot of floor 
area. For the complete unit, including the generator, a space of 
the above width and 47 feet 4 inches long is required. 
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The machine runs at 760 revohitions per minute. The con- 
struction is substantially that used in the smaller machines. To 
support the drum a central steel quill is employed. Hollow forged | 
steel ends are forced into the ends of the quill and constitute the 
journals. High-pressure steam is conveyed to all parts of the 
quill structure to eliminate distortion due to expansion. 

The bearings of these larger machines are of the self-aligning 
type, similar to those employed in generators and cross-compound 
engines. The departure from the oil cushion journals used in the 
smaller machines is made possible by the low speed of rotation. 

Turbines with Separate High- and Loiv-Pressiire Cylinders. — 
Three turbines, aggregating 3,750 Kw., have been installed in the 
immense power plant of the Interhorough Rapid Transit Company, 
New York City, to furnish current for lighting the New York 
subway. The most striking feature of these is the separation of 
the high-pressure and low-pressure sections, which provides for 
a central bearing for the turbine shaft, thus reducing the distance 
between bearings and allowing a much lighter shaft. As originaily 
designed, these turbines were to be equipped with reheaters, placed 
between the cylinders, but the reheaters were finally omitted. 
It was expected that the drying of the steam and possibly its 
superheating in the receiver, before tlie steam entered the low- 
pressure cylinder, would effect an improvement in economy. Ex- 
periments at the Westinghouse shops, however, have demonstrated 
that such is not the case, Francis Hodgkinson states that "ex- 
haustive tests have shown the reheater to be of little, if any, value 
in increasing the economy of the turbine when the high-pressure 
steam condensed in the reheater coils was charged up against the 
turbine. An improvement in the separator resulted in an im- 
provement in the operation of the reheater, but, notwithstanding 
this, no advantage due to the reheater could be observed and its 
application does not seem to he warranted, on account of the 
decreased compactness of the machine." 

\Vestinghouse-Par.';ons turbines are no longer built with two 
ovlinders. the whole tendency being toward compactness. The 
l.-WO Kw. unit with inclosed generator. Fig. 12, is of the latest 
type. The object'; of encasing the generator are to reduce the 
nni<:e which sometimes is enough of a roar to be disagreeable, and 
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to enable a current of air to be forced through the generator [or 
the purpose of maintaining a moderate temperature and exiab&ig 
heavier overloads to be carried without danger of overheating. 



Thi Btown-BoTcri Turbine. 



Description.— In Fig. 13 is shown one of the Parsons turbbes 
manufactured by Brown, Bovcri & Company, Baden, SwiUer- 
land. The arrangement of the turbine blades and the balancii^ 
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pistons, including the increased diameter of the drum at the low- 
pressure end, are substantially the same as in the Parsons turbine 
as made by the Wesliiighouse Machine Company in this country. 
The governor, which is shown in Fig. 13, also operates on ths 
same principle, following the lines laid down in the Parsons 
patent in IS'JQ. The oiling is by forced lubrication and the gen- 
iTiil arrangement of the valves, governor, oil piping, etc., is cleariy 
indicated in the engraving. 

By-pass I'alvcs. — Mr. Brown of this firm has taken out a 
United States patent for a by-pass valve to supply high-pressure 
slcam to the low-pressure end of the turbine, which is somewhat 
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different from the Hodgkinson valve already illustrated. The 
invention consists in providing pipes from the steam chest to the 
intermediate stages of the turbine and controlling the opening of 
these pipes by the governor. 

In Fig. 15, steam is admitted through the supply pipe, A, and 
when the throttle valve, B, is raised by the governor, it will pass 
in the direction of the arrows through the valve, C, to the steam 
space. D, whence it will enter the high-pressure end of the turbine. 




Fig. IS. Bv-Pia> Anuigcmcnt. 

The pipes, E, F and G, leading to other points in the turbine, are 
opened to the steam space by movement of the valve, C, which 
uncovers several ports shown in succession, when it is raised. 
Ordinarily, it is kept in its lowest position by the spring, S, thus 
closing all the ports. If. however, the speed of the turbine 
decreases under a heavy load the governor will admit a greater 
quantity of steam through valve D to the steam space, increasing 
the pressure in the steam space and forcing the piston, P, upward 
against the pressure of the spring, by this means raising the valve, 
C. and admitting steam successively to the different stages of the 
turbine. Brown's patent also covers an arrangement, for a similar 
purpose, having the valve, C, controlled directly by the governor. 
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The Allis-Chalmers Turbine. 

The illustration, Fig. 16, shows the first turbine installed in this 
country of this type. It is now in operation at Utica, N. Y. It is 
rated at 1,500 Kw., normal load, and runs at a speed of 1,800 revo- 
lutions per minute. It is direct-coupled to an Allis-Chalmers two- 
phase, 60-cycle revolving-field alternator, operating at 2,500 volts. 
The unit has a continuous overload capacity of 25 per cent, with 
a 3-hour 50 per cent overload capacity without exceeding a safe 
generator temperature, and capable of a 100 per cent safe mo- 
mentary overload. Artificial ventilation by means of an elec- 
trically driven fan blower will, however, enable the unit to be run 
safely beyond its rated overload capacity. 

BlcLding, — The chief distinguishing feature is the blading. The 
roots of the blades are formed in dovetail shape by special ma- 
chinery, and are inserted in slots cut in foundation or base rings ; 
these slots being formed by special machine tools in such a way as 
to exactly conform to the shapes of the blade roots. The founda- 
tion rings themselves are of dovetail shape in cross section and are 
inserted in dovetailed grooves cut in the turbine casing and spin- 
dle respectively, in which they are held by key pieces, much in the 
same way that the well-known "Lewis bolt" is fastened. In order 
to further insure the integrity of the constniction, the key pieces 
or rings after being driven into place are upset into undercut 
grooves. 

Another noticeable feature of the blading is the method of rein- 
forcing and protecting the tips of the blades, which is a point upon 
which much thought has been expended by various inventors. In 
forming the blades a shouldered projection is left at the tip. This 
is inserted in a slot punched in a shroud, ring; the slots being 
punched by special machinery in such a way as to produce ac- 
curate spacing and at the same time form the slots so that they 
will give the proper angles to the blades independent of the slots 
in the base ring. After the blade tips are inserted in the slots in 
the shroud rings they are riveted over by specially arranged pneu- 
matic machinery. 

The shroud rings are channel shaped with outwardly projecting 
flanges which, after assembly in the turbine, are turned and bored 
to give the necessary working clearance. The flanges of the chan- 
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s are made so thin that, although amply sufficient for stiffness, 
' the shroud ring does not have the disadvantage of a solid shroud 
which acquires a dangerous temperature by friction in case of an 
accidental contact of the rotating and stationary parts. The use of a 
protecting shroud ring not only stiffens the blades, but enables the 
working clearance to be made smaller than in the case of naked 
blade tips, without danger in case of accidental contact, thus re- 
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hieing the leakage loss to a minimum. The shroud also acts as a 
lafety device, protecting the blades in case of contact between sta- 
f tionary and rotating members, and preventing any individual blade 
I (rom working loose and causing damage. 

The entire blading is produced by machinery and is made up in 
half rings in the blading shop and carefully inspected before being 
inserted in the turbine. Fig. 17 shows the general scheme of the 
. blading. 

Balance Pislons. — Another special feature of this turbine is the 
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tion, a labyrinth packing of radial baffling type has been adopted, 
thus eliminating small axial clearance in this turbine. The advan- 
tage claimed for this construction is the use of smaller worldng 
clearances in the high-pressure and intermediate balance pistons. 

Willans & Robinson Turbine, — The Allis-Chalmers Company 
have eflfected an alliance with the Turbine Advisory Syndicate oi 
England, which includes Messrs. Willans & Robinson, the high^ 
speed engine builders of Rugby, and several other well-knowt^ 
English firms. Their turbines are similar in construction to thos^ 
manufactured by Willans & Robinson, both being made under tJ^^ 
Fullagar patents. In Fig. 20 is a Willans & Robinson turbi^^ 
with the top casing removed and which shows certain of 
features of construction more clearly than the illustrations p 
viously given. In this figure A is the rotor, B the top casing, a 
C the admission valve. D is the steam chest in which is the vaL 
controlled by the governor, admitting steam through the pipe 
to the high-pressure end and through pipe F to the low-pressu^ 
end in case of overloads. At G are two of the balance pisto; 
while at H is the small low-pressure balance piston previously 
ferred to in the description of the Allis-Chalmers turbine. It 
be noted that all connections, such as pipes and valves, are attach 
to the lower half of the casing, so that the upper half may be 
moved without disturbing any of the fittings. 
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has also been experimented with by The Westinghouse Machine 
Company in this cQimtiy, the double-flow arrangement is adopted 
to eliminate end thrust and a long drum is obviated by havii^ 
the turbine divided into two or more stages, in the first of which 
the steam acts on the impulse principle and in the second, or 
last, of which it acts on the reaction principle. Fig. 1, taken from 
the patent records, shows the general features of the design, 
although the turbine as actually constructed is different in some 
of the details. 

Steam enters through the valve at the center and flows to the 
right and left through nozzles (not shown) in which it is ex- 
panded to a considerably lower pressure. The nozzles direct the 
steam against a series of impulse blades at A, consisting of two 
rows of moving and one row of stationary vanes. It then passes 
to the longer series of blades which may be entirely of the reac- 
tion or Parsons type ; or may start at B with several rows of im- 
pulse vanes, divided into two or more pressure stages, and end 
with the reaction blading at C. A feature of the design is that 
the drum is of constant diameter, instead of in steps, as in the 
regular Parsons turbine, the reaction part of the drum cor- 
responding to the last stage or step in the Parsons turbine and 
the expansion previous to this point being taken care of in the 
impulse section of the turbine. 

As made by tlie British company, the drum or cylinder is a 
single forging carried on the spindle by a central supporting disk 
and stiffening disks of thin steel fitted into the ends. The impulse 
blades are carried by steel rings shrunk onto the drum and the 
reaction blades by grooves in the drum itself. Steam is expanded 
in alx»ut <*>0 pounds in the impulse section by means of the nozzles 
and twn rows of rotating blades. 

A vertical turbine, combining both the impulse and reaction 
principles, is manufactured by the Union Machine Company, 
Essen, Germany, and a horizontal one is manufactured by Sulzer 
Brothers, W'interthur, Switzerland. A sectional elevation of the 
latter is shown in Fig. 2. Steam enters through valve A, passing 
through the two impulse wheels at B. It then flows through the 
passages of the reaction wheel, C, thence around to the other side 
through the passages of reaction wheel D, to the exhaust space E. 
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It is designed that the thrust of reutioo wheel C shall be bdanced 
by that of wheel D. The admisuon valve Aisan osallariiig vthe 
controlled by the piston P, which in torn is governed by the an- 
iliary valve V. This latter valve is gma an oscillating motioa bf 
the wormwheel iV and the position of the valve is at all tinxi de- 
teimined by the position of the governor. 



It has been known for some time dut the De Laval Steun 
Turbine Company, Stockholm, Sweden, were devdo^m^ a coD- 




Pig. 1. Undmitk Tutbii*. 

potind Steam turbine for use where greater power is desired than 
it lias been found advisable to attempt to supply with the single- 
wlicel De Laval turbine. This new turbine is made under the 
[latcnts of T. G. E. Lindmark, the first of which was issued in this 
country in lf)0'^. Along substantially the same lines as the IJnd- 
niark inventions are patents taken out by P. J. Hedlund and con- 
sifjntd to the same company. At present no information con- 
cernin;; the Lindmark turbine is available other than given in the 
patent records, but inasmuch as a new principle is involved in the 
operation of this invention, it will be of interest to explain the 
features of this turbine in so far as is now possible. 

iMg. 3 is a representation of a typical turbine containing the 
turbine wheels, A, B, C, D and E, attached to the shaft, S, and 
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rotating with it Each wheel rotates in a separate compartment 

and is of the radial outflow type. The steam enters through an 

inlet pipe, I, to the steam space, G, whence it flows in the direction 

of the arrow into the first wheel, A. The two sides of the wheel 

converge at the periphery, forming a contracted outlet, and the 

stear.i discharges between curved vanes located in this contracted 

space, and flows through a diverging annular opening shown at 

HH, which glides the steam into a second compartment at KK. 

This process is repeated in connection with wheels, B, C, D and 

£. 









Pig. 4. Showing Principle of Noule Action. 

Purpose of the Turbine. — The peculiarity of the turbine lies in 
^^ pressure and velocity effect upon the steam of the converging 
and diverging passages as the steam progresses through the tur- 
"^e. The purpose of the inventor is to transform the potential 
^''^I'gy and pressure of the steam into kinetic energy and velocity 



as 



*t flows through the converging passages of any given wheel, 

/^^ then to transform the residual kinetic energy and velocity of 

^ steam after it discharges from the wheel into potential energy 

^^ pressure during the passage through the annular space, HH, 

^ flow of Steam Through Nozzles, — In order to explain the prin- 
^^le whereby this result is accomplished, it will be clearer to 
-^ ^st refer to the action of steam in flowing through nozzles of dif- 

^rent proportions. In Fig. 4 is shown a converging and di- 
^rging nozzle at A, through which steam flows from a higher to 
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a lower pressure in the direction of the arrow. The nozzle ii 
supposed to be proportioned so as to give complete expansion, and 
the pressure will accordingly drop from a to b, while the velodty 
will increase from c to d sls indicated by the diag^ram below the 
nozzle. 

At B the diverging part of the nozzle is cut away so tiiat the 
steam does not have the opportunity to fully expand until it has 
left the nozzle. The pressure, therefore, will gradually drop from 
a to b, at which latter point the steam leaves the nozzle and sud- 
denly expands to the lower external pressure, producing a sudden 
change, b, in the curvature of the pressure line. Inasmuch as the 
expansion is not complete in the nozzle, the velocity line does not 
rise to as high a point as in the previous case. 

At C the nozzle is shown lengthened out so as to produce over- 
expansion ; that is to say, when the steam reaches point x in the 
nozzle it is expanded down to the external pressure of the medium 
into which the nozzle discharges, and beyond this point the steam 
will expand a few pounds below the outside pressure until, say, 
point y is reached. After this the pressure will rapidly rise again 
until it reaches the external pressure at the mouth of the nozzle. 

The Action in the Lindmark Turbine. — It is this latter action 
which takes place in the diverging passages of the Lindmark 
turbine. 

The application of the principle can best be explained by re- 
ferring to the detail sectional sketch of the Lindmark turbine 
shown in Fig. 5, which represents half of one of the wheels and 
tlic connecting passages. Steam enters through the inlet and 
passes through the wheel in the direction of the arrow, and thence 
to tlie exiiaust chamber, whence it escapes through the valve B. 
Suppose first the turbine wheel to be blocked so that it will not 
turn, valves // and D to be wide open, and the steam to flow freely 
tliron*^:!! tlie turbine. At points 1, 2, 3, 4 and 5, are openings to 
wliicli gauges may be attaclied for determining the pressure at the 
different points. Tlie steam passages, C and D, will now act like a 
converging and diverging nozzle. At 1 the entering steam will 
l)e at l)oiler pressure; at 2 the pressure within the wheel casing 
will i)e sui)stantially that at the throat of the nozzle, or about 
^'^,, rif tlie boiler pressure: at 3 it will be slightly lower; and 
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ai i Dearly as low as the pressure in the exhaust space indicated by 
the gauge at 5. (See "Steam Nozzles," Chap. I.) 

Action, Wheel Blocked. Exhaust Valve Partially Closed. — 
Now, suppose valve B to be closed as much as possible without 
increasing the pressure, 2, within the wheel chamber. The pres- 
sure at 1 will obviously remain as before, and the expansion in the 
passages, C, of the wheel will, as before, carry the pressure at the 
ihroat of the nozzle to %o o^ '•'^ initial pressure. After the 
steam enters the diver|[ing space, D, however, over-expansion will 
occur just as in nozzle C, Fig. 4. Probably the lowest pressure 
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**li be at or near the point where the gauge is attached at 3, and 

'^Om there on the velocity will decrease and the pressure will in- 

■"ease so that the gauges at 4 and 5 will indicate a pressure con- 

^'^erably higher than that in the wheel chamber at 2, but lower 

'■^a.n the initial pressure at 1. 

Action with the Wheel Rotating. — Finally if the wheel now 
^ supposed to turn, instead of being blocked as before, and the 
^'^haust valve still be partially closed, the principle of the steam's 
*<ition will remain the same, the only change being due to the 
^Hered velocity of the steam owing to the fact that part of the 
Velocity will be absorbed by the vanes of the rotating wheel. 
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Under these conditions the vdodty of flow when the steam reaches 
the entrance to the diverging portion will be less than before and 
this will produce an effect, which, according to the experimenti 
of Lindmark, will reduce the pressures somewhat at points 4 and 5. 
The Lindmark turbine is a reaction turbine, since the expansioo 
of the steam and increase in velocity occur in the passages of the 
wheel vanes and the curvature given to them is similar to that 
employed for reaction wheels of other types. 

THE RATEAU STEAM ACCUMULATOR SYSTEM. 

Turbines for Law-Pressure Steam. — One of the most interest- 
ing applications of the Rateau turbine is in emplo}rment with low- 
pressure steam supplied from engines working intermittently, such 
as rolling-mill engines, hoisting eng^es, etc The majority of 
such engines are working under wasteful conditions.* They 
usually operate under widely varying loads, frequently with only 
a small degree of expansion and usually exhausting freely into 
the air. Professor Rateau has given special attention to the em- 
ployment of waste steam from such engines and has obtained 
satisfactory results by means of his regenerative accumulator of 
steam combined with low-pressure turbines. The accumulator is 
intended to regulate the intermittent flow of steam before it passes 
to the turbine, and consists essentially of a tank containing solid or 
fluid materials which play the part of a flywheel for heat 

Description of the Accumtilator. — In his paper before the 
American Society of Mechanical Engineers in June, 1904, Pro- 
fessor Rateau gave the following description of his accumulator: 

The steam collects and is condensed as it arrives in large quantities in the 
apparatus, and is again vaporized during the time when the exhaust of the 
principal engine diminishes or ceases. The necessary variations for con- 

*Trials of modern winding engines frequently show a steam consumption of 65 to 80 
pounds per horsepower in mineral hoisted, while 100 to 120 pounds is not uncommoii« 
so that allowing 20 per cent condensation in the cylinders and passages of the engine^ 
there is discharged into the atmosphere by such an engine a minimum of 9,000 to 
10,000 pounds of steam per hour which is totally lost This steam it tfae<Mnetieal^ 
capable of developing 500 to 600 horse-power if supplied at atmospheric pressure and 
exhausted at a vacuum of 27 inches. Rolling mill engines frequently consume 50,000 
pounds of steam per hour, which is theoretically capable of developing over 2,500 horse- 
power in expanding from atmospheric pressure to the vacuum of an ordinary condenser, 
even after deducting 20 per cent for condensation losses. — From paper by Leonoe 
Battu, read at a meeting oT the Western Society of Engineers, September, 1904 
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densation and regeneratioD of the steam correspond to fluctuations in pres- 
sore in the accumulator, this pressure rising when the apparatus is being 
filled and descending when it is dischar^ng into the turbine. Water which 
bas a Tcry high calorific capacity has been used as a heat fly-wheel, but in 
order to rapidly communicate to a liquid mass a considerable quantity o( 
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heat corre^wnding to the latent heal of steam to be condensed i[ becomes 
oeccssary, owii% toathe poor conductivity of water, either to arrange it in 
Ihia layers or to cause a rapid circulation in order to increase the surface 
of contact between the steam and the water itself The first solution of the 
problem gave nse to the accumulator with flat cast-iron trays in which wa- 
ter is contained in shallow vessels arranged one above the other. Fig. 6. 
The second solution of the problem gave rise to the accumulator with war 
ter only in which a rapid circulation was produced by the injection of steam 
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into the body of ihe liquid itself, Fig. 7. The low-pressure turbine, fed by 
the regular flow which comes from the accumulator, and working, for ex- 
ample, between an admission pressure of 15 pounds per square inch and a 
vacuum at the condenser of 27 inches of mercury (back pressure of i^ 
pounds) can furnish an electric horse-power for about 31 pounds of steam 
per hour. In steel works, where reversible steam rolls are employed con- 
suming about 45,000 pounds of steam per hour, it will be easy to develop, 
by means of accumulators and turbines, an extra output of over 1,100 elec- 
tric horse-power. 

Accumulators are fitted with several accessories which are 
necessary for their successful operation. One of these is an 
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automatic relief valve to allow the steam from the engine to 
escape into the atmosphere of the condenser if the turbine should 
not require all of the steam exhausted by the main engine. An- 
other is an automatic expansion valve provided so that live steam 
from the boiler may be admitted to the turbine, should the main 
engine be temporarily shut down or if sufficient j:xhaust steam is 
not available. There should also be a steam check valve and a 
water check valve, the former for shutting ofE the accumulator 
from the turbine when the main engine is shut down and the tur- 
bine is supplied with live steam only; while the latter is used to 
prevent the water in the accumulator returning toward the main 
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engine, through the exhaust supply pipe, when the engine is shut 
down. 

Calculations for an Accumulator* — To calculate the weight of 
water or cast iron necessary for an accumulator, we must know : 

(1) The total weight of steam required by the turbine per hour; 

(2) assume a length of time for the accumulator to operate with- 
out a steam supply; and (3) assume an allowable drop in tem- 
perature of the accumulator while the steam supply is shut off and 
the turbine is in operation. For example, suppose the turbine to 
consume 2,200 pounds of steam per hour ; the duration of the stop 
to be one minute ; and the range of temperature 10 degrees F. 

Let G=weight of steam used by turbine during stoppage of 
steam supply. 

2,200X1 

Then G= =36.6. 

GO 

At atmospheric pressure one pound of steam contains 966 
B. T. U. Whence, the accumulator must be able to deliver 

36.6X966=35,400 B. T. U. 

Since the specific heat of water is one, the weight of water 
necessary to deliver this quantity of heat with a range of tempera- 
ture of 10 degrees F. is 

35,400 

=:3,540 pounds, or about 1.5 tons. 

10 

If the accumulator were to contain cast iron instead of water, 
the specific heat of which is 0.11, a weight of iron would be re- 
quired about 9 times as great as for water. Hence, for cast iron 
we have 

1.5 

=13.75 tons. 

0.11 

Tests on Rateau's Accumulator System. — The first plant of this 
type to be installed was at the Bruay Mines, France. The ac- 
cumulator was of the type shown in Fig. 6, and a drawing of the 

•Paper by Lconcc Battu, Western Society of Engineers, Sertcmber, 1904. 
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complete plant is shown in Fig. 8. This plant is of 3,000 horse- 
power, and tests taken at the time the machinery was installed and 
^5 months afterwards showed no diminution of efficiency. In one 
series of tests the pressures of the steam suppHed to the turbine 
ranged from 12 to 14.5 pounds absolute, and the condenser pres- 
sures ranged from 2.13 to 2.62 pounds absolute. The consumption 
^^ steam per horse-powder hour, the horse-power being the electric 
horse-power delivered by the generator, ranged from 37.4 to 45.2. 
In his paper previously referred to M. Battu gives the following 
estimate of the probable consumption of steam operating on this 
system : 

The table shows the steam consumption required to give a horse- 
Povrcr electric at the terminals of the generators: 



Absolute pressure of steam, nt admission i 3)lbs. 15 lbs. 7.5 lbs 



^ a.cuum in the Condenser of 27.6 inches 1.1 Hbs. 21.7 20.4 3i.3 

'* " '' •' 2.S.0 •' 1.W5 " 2J.6 81.7 47.3 

" " " " 21.6 " 2.56 " 26.4 36.3 61. C 



3) lbs. 


15 lbs. 


21.7 
2J.6 
26.4 


26.4 
31.7 
36.3 



The first horizontal line of the table corresponds to the case where a sur- 
face condenser giving a vacuum of 27.6 inches is used. The second to an 
Ordinary jet condenser giving a vacuum of 26 inches, and the third to an 
ejector condenser giving a vacuum of 24.6 inches. These vacuums are 
easily obtained in practice. 

The central vertical column corresponds to the usual conditions when 
the steam is supplied to the turbine at atmospheric pressure. The first 
column gives the consumption in the case where the primary engines ex- 
haust against a gauge pressure of fifteen pounds, in order to take advantage 
of the superior efficiency with which it can be used in the turbine, while the 
third column represents the condition where it is desirable not to disturb 
the condensing operation of the main engines, and consequently to utilize 
steam exhausting from them at aliout 7^ pounds absolute. 

Low-Pressure Curtis Turbine. 

The Philadelphia Rapid Transit Company have installed an 800 
Kw. Curtis low-pressure turbine in their station at Thirteenth and 
Mt. Vernon Streets. This station is equipped with Corliss en- 
gines, and as it is located midway between the Schuylkill and 
Delaware rivers the engines have always been run non-condensing. 
An Alberger condenser and cooling tower have been installed, 
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however, for use with the turbine and a vacuum of 28 inches or 
more has been maintained during the cool weather. The turbine 
has four wheels, each with a single row of buckets. When the 
turbine is receiving steam at atmospheric pressure, without moist- 
ure, the guarantees provide that the steam consumption shall not 
exceed 36 pounds per kilowatt hour at full load and 40 pounds at 
half load, back pressure being two inches. At four inches back 
pressure these figures are respectively 45 and 50 pounds. Tests 
made on the machine at the factory showed even better per- 
formance. It is estimated that the turbine will increase the out- 
put of the engine or engines that supply steam to it about 66% 
per cent instead of the 25 per cent usually expected from the 
application of a condenser. 



CHAPTER IX 

STEAM TURBINE PERFORMANCE— COMPARISONS WITH 

THE STEAM ENGINE. 

There will be found in this chapter the results of a number of 
^csts upon turbines of different types. In these the steam con- 
sumption is usually given in pounds per electrical horse-power 
P^r hour, or in pounds per kilowatt hour. In the majority of 
cases turbines are direct-connected to electric generators, and the 
power is most readily measured by the electrical instruments of 
the switchboard, which show the output of the generator instead of 
the actual power developed by the turbine. In factory tests, how- 
^^^i", before the turbine is shipped, the brake horse-power is often 
ctetexmined, since means are usually at hand for attaching an 
^^^^^rption dynamometer. This plan is followed at the works of 
"^ AVestinghouse Machine Company, Pittsburg, Pa. 

-^^ilowatts and Electrical Horse-Power, — The power delivered 

^ the generator is expressed in kilowatts or in electrical horse- 

^^^'Vver, the latter being the equivalent, in electric units, of me- 

^^nical horse-power. For converting kilowatts to horse-power 

^^ horse-power to kilowatts, we have : — 

1 kilowatt= 1.3405 horse-power=zl.34 horse-power, nearly. 
1 horse-power=0.7459 kilowatt=0.74G kilowatt, nearly. 

Table I. will be of assistance in converting the more usual 
^^lues of kilowatts to electrical horse-power and of electrical 
^orse-power to kilowatts. 

Table II. gives steam consumption in pounds per electrical 
^orse-power hour corresponding to steam consumption per kilo- 
'^Vatt hour, taken at half-pound intervals, within the limits usually 
niet with in practice. 

Table III. gives steam consumption per kilowatt hour corre- 
sponding to consumption per electrical horse-power hour. 

Indicated, or Internal Horse-Power, — There is no such thing 
as the indicated horse-power of a turbine, because no indicator 
has been, and probably none can be, devised to show the interna 
power developed. While an indicator might show the energy of «. 
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jet of steam discharged from a nozzle, it would be practically 
impossible to register the amount of energy given up by a jet to 
the blades of a compound turbine, whefVe the losses might be 
greater or less, according to the design, load, and other running 
conditions. 

Engineers are so familiar with the water rates of reciprocating 
engines on the basis of the indicated horse-power, that in com- 
paring a turbine with an engine it is usual to reduce the figures 
for the steam consumption of the turbine to terms of the indi- 
cated horse-power of a reciprocating engine having the same 
electrical output, or brake horse-power, as the case may be. 

Table I. 

Conversion of Horse Power into Kilowatts and Kilowatts 

INTO Horse Power. 

1 Kw. - L8406 H. P. (Ld4). 
1 H. p. 0.7469 Kw. (0.74C). 



Number. 



1 
2 
8 
4 
6 
6 

•; 

8 
9 
10 
U 
18 
18 
14 
15 
16 
17 
18 
19 
20 
21 
22 
28 
24 
25 
26 
27 
28 
29 
80 
81 
8i 
3:3 
34 
35 



Kilowatts 

to Horse 

Power. 



1.84 
2.68 
4.02 
5.86 
6.70 
8.04 
9.88 
10.72 
12 06 
18.40 
14.75 
16.09 
17.43 
18.77 
80.11 
21.45 
2-^.79 
24.13 
25.47 
26.81 
28.15 
29.40 
33.88 
82. 17 
as. 51 
84.85 
3<J.19 
37.53 
88.87 
40.23 
41.50 
42.90 
44.21 
45. 5S 
46. {)2 



Horbe 

Power to 

Kilowatts. 



0.75 

1.49 

2.24 

2.98 

3.78 

4.48 

5.22 

5.97 

6. 11 

7.46 

8.20 

8.95 

9.70 

10.44 

11.19 

11.93 

12. 6S 

13.43 

14.17 

14.92 

15.66 

16.41 

17.16 

17.90 

18.65 

19 *) 

20.14 

20.88 

2\.V>i 



22 
21 
2i. 



3S 
12 

87 



24.01 
25.36 
20.11 





Kilowatts 


Horse 


Number. 


to Horse 


Power to 




Power. 


Kilowatts. 


86 


48.26 


2.J.85 


37 


49.60 


27.60 


as 


50.94 


28.84 


39 


52.28 


29.09 


40 


&3.62 


29.84 


41 


5i.96 


30.56 


42 


56.30 


81.88 


43 


67.64 


82.07 


44 


58.98 


82.82 


45 


60.82 


83.57 


46 


61.66 


84.81 


47 


63.00 


86.06 


48 


64.84 


85.80 


49 


65.68 


86.55 


50 


67.08 


87.80 


15 


100.5 


55.94 


lOO 


134.1 


74.60 


150 


201.2 


111.9 


200 


268.1 


149.2 


250 


835.1 


186.5 


3(0 


402.2 


223.8 


av) 


469.2 


261.1 


400 


5%. 2 


298.4 


45) 


003.2 


835.7 


500 


6T0.3 


878.0 


750 


1005. 


559.4 


looa 


1:^41. 


746.9 


1250 


1615. 


932.4 


1500 


2011. 


1119. 


2000 


2681. 


1492. 


2500 


a351. 


1865. 


3000 


4022. 


228S. 


4000 


5362. 


2984. 


5000 


iTOS. 


8730. 
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Table II. 

Relative Steam Consumption per Kilowatt Hour and 
Electrical Horse Power Hour. 



Lb. per 
Kw. Hour. 


Corresponding 

lb. per 
E. H. P. Hour. 


Lb. per 
Kw. Hour. 


Corresponding 

lb per 
E. H. P. Hour. 


18 


9.70 


24.5 


18 28 


18.5 


10.07 


25 


18.65 


14 


10.44 


25.5 


19.02 


14.5 


10.88 


86 


19.89 


15 


11.19 


26.5 


19.77 


15.5 


11.56 


27 


80.14 


16 


11.98 


27.5 


80.51 


16.5 


18.88 


28 


80.88 


17 


19.68 


28.5 


21.28 


17.5 


18.06 


29 


21.63 


18 


18.48 


29.5 


2.'. 01 


18.5 


18.80 


80 


22.38 


19 


14.17 


80.5 


22.15 


19.5 


14.55 


81 


23.12 


20 


14.98 


81.5 


23.50 


80.5 


15.29 


82 


23.87 


21 


15.66 


82.5 


84.24 


21.5 


16.04 


8.3 


24.61 


2i 


16.41 


83.5 


24.99 


22.5 


16.79 


84 


25.86 


23 


17.16 


84.5 


25.74 


23.5 


17.58 


85 


26.11 


24 


17.10 








Tabli 


: III. 





Relative Steam Consumption per Electrical Horse Power 

Hour and Kilowatt Hour. 



Lb. per 
E. H. P. Hour. 


Corresponding 

lb. per 

Kw. Hour. 


10 


18.40 


10.5 


14.08 


11 


14.75 


11.5 


15.42 


12 


16.09 


12.5 


16.76 


13 


17.43 


13.5 


18.10 


14 


18.77 


14.5 


19.44 


15 


20.11 


15.5 


20.18 


16 


21.45 


16.5 


22.12 


17 


22.79 


17.5 


23.46 


18 


24.13 


18.5 


.24.80 



Lb. per 
E. H. P. Hour. 


Corresponding 

lb. per 

Kw. Hour. 


19 


25.47 


19.5 


20.14 


20 


2tf.81 


20.5 


27. -18 


21 


28.15 


21.5 


28.82 


22 


29.49 


22.5 


30.16 


83 


30.83 


2^^5.5 


30.16 


24 


3M7 


24.5 


;«.84 


25 


33.51 


25.5 


*4.18 


26 


84. h5 


26.5 


35.52 


27 


3(5.19 



' 
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Comparing Turbine Performance with Engine Performance.* 
— Calculations of this character must take into account the efli- 
ciencies of engines and generators, data upon which will shortly 
be given. The actual calculations involve nothing more difficult 
than the principles of percentage. 

Example: Let a turbine unit deliver 500 electrical horse- 
power, and consume 7,500 pounds of steam per hour. Its rate of 
steam consumption will then be 7,500-7-500=16 pounds per elec- 
trical horse-power per hour. What would be the indicated horse- 
power, and the consumption per indicated horse-power per hour, 
of a reciprocating engine having the same rate of consumption 
per electrical horse-power per hour? Assume the engine to be 
direct-connected to a generator, the efficiency of the generator to 
be 1)5 per cent, and the mechanical efficiency of the engine 94 per 
cent. The combined efficiency will then be 0.94X0.95=0.89. 
The indicated horse-power=500-r-0.89=561.S. The steam con- 
sumption per indicated horse-power per hour=:7,500-=-561.8= 
13.4 pounds. The latter could have been obtained directly by 
multiplying the water rate for the turbine, 15 pounds per electrical 
horse-power per hour, by 0.89, thus : 15X0.89=13.4. 

It is to be noted that in these comparative calculations, where 
we estimate engine performance for comparison with turbine re- 
sults, we use the efficiency of the engine-driven generators, not of 
turbine generators. 

*In a paper upon the Curtis turbine, read by Chas. B. Burleigh before the New 
England Railroad Club, April, 1905, are calculations of the losses in engines and 
generators, as follows: Let us take a Curtis turbine guarantee of 20 pounds of 
steam per kilowatt hour and figure what the reciprocating engine guarantee per 
indicated horse-power should be to just equal it. Twenty pounds per kilowatt hour 
is equivalent to 20 X. 746— 14.92 pounds per electrical horse>power hour. To start 
with, we must make cur turbine test with instruments mounted on the switchboard, 
and the loss in the conductors from the generator to the switchboard being 1 per 
cent, wc must deduct this 1 per cent of 14.92, or 0.1492 pounds. 14.92 — 0.1492= 
14.77 pounds. Next we must deduct the generator loss, which, since the generator is 
designed to meet the engine speed, is in most cases more than as though the ideal 
generator could have been used and the generator adapted to it. We should, therefore, 
allow at least 5 per cent generator loss. Thus, 5 per cent of 14.77=0.74 and 14.77 — 
0.74 — 14.03 pounds per brake horse-power. Wc are now back to the engine, but the 
indicator card does not take into account the friction losses in the engine, so these 
must be deducted, und I think you will agree with me that 7 per cent is fair for this. 
Seven per cent of 14.03z:0.98 and 14.03 — 0.98 = 13.05 pounds per indicated horse- 
power. Tlurcfore: 

A turbine guarantee of 20 pounds of steam per kilowatt hour, 
An engine guarantee of 13.05 pounds of steam per indicated horse-power hour. 
Or a turbine guarantee of 14.92 pounds of steam per electrical horse-power hour, 
are identical. 
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Efficiencies of Engine-type Generators. — Table IV. has been 
prepared from data furnished by manufacturers of generators. 

Table IV. 

Efficiencies of Alternating and Direct Current 
Engine-Type Generators. 



Alternating Current Generators (About 230O Volts). 



Kw. 


Soeed. 


Per Cent Efficiency. 


MLoad. 


J^Load. 


H Load. 


Pull Load. 


1^ Load. 


600 
1800 
8000 
5000 


180 

100 

76 

75 


86 
87 
b8 
89 


91 
92 
93 
94 


93 
94 
95 
95.5 


94 
95 
96 
96.5 


a5 

96 

96.5 

96.7 



Direct Current Generators. 



Kw. 


Voltt. 


. 


Per Cent Efficiency. 
















KLoad. 


>^Load. 


KLoad. 


Full Load. 


100 


• 
1S6 


86 


91 


91.5 


92 


500 


260 


88 


02 


9:).5 


94 


1000 


fl60 


80 


98.5 


93.5 


94 


1500 


860 


91 


94 


94.5 


95 


S700 


675 


91 


94 


94.5 


95 



Efficiencies of Turbine Generators. — In estimating the brake 
horse-power of a turbine, having given the electrical horse-power, 
or vice versa, there must be an allowance for the efficiency of the 
generator driven by the turbine. 

In the De Laval turbine outfits, twin generators are used, 
which reduces the size of each generator by about one half, ant! 
the efficiencies are low on this account. Medium size generators 
for these turbines, say of 200 Kw. capacity, have an efficiency 
ranging from 88 to 91 per cent between one half and full load, 
if for direct current. In alternating-current units of the same 
capacity, the efficiency varies from 86 to 92 per cent, between 
one half and full load. 

A test upon a 1,250 Kw. A. C. generator for use with a 
Westinghouse-Parsons turbine, reported by A. W. !Mattice in the 
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Electrical World, February 20, 190 i, showed efficiencies of 86 per 
cent at quarter load, 93 per cent at half load, and 96 per cent at 
full load. Also, a report of a test upon a 400 Kw. A. C generator 
for Parsons turbine, normal voltage of 440, by F. P. Sheldon ft 
Co., Providence, R. I., contains the following figures: 

Guaranteed Efficiency. Measured EMciencj* 

Full load 94.5 per cent 96.6 per cent 

^ " 93.5 " 95.7 

yi " 91 " 94.6 

Tests on an Allis-Chalmers 5,500 Kw. A. C. turbo-generator, 
reported in The Engineer, February 1, 1906, showed the following 
efficiencies : 

y2 load. 97 per cent full load, 98.3 per cent 

U " 97.9 " l>i " 98.6 

Alternating current generators of the type used with the Curtis 
turbine, 500 Kw. and over, have efficiencies ranging from 96 to 
97.5 per cent at full load. These generators have a high electrical 
efficiency, because the Curtis turbine runs at a favorable speed for 
the generator; and a high mechanical efficiency, owing to the 
small friction of the vertical shaft. 

Mechanical Efficiency of Steam Engines. — The importance of 
being able to make a just comparison between the performance 
of steam turbines and steam engines makes it essential to care- 
fully consider the subject of engine friction, so that proper allow- 
ances may be used when reducing electrical horse-power to 
equivalent "internal" horse-power. 

The friction loss of steam engines remains very nearly con- 
stant at all ordinary (Operating loads. Professor Thurston has 
treated the subject exhaustively in papers to be found in the 
Transact iojis of the . I men can Society of Mechanical Engineers, 
volumes \''IIT., TX., and X., and his conclusions, as well as those 
of others who commented on his investigations, were that it is 
substantially correct to consider the friction loss constant under 
var}'ing loads. lie found this loss to be influenced to a much 
greater extent by the degree of lubrication, change in speed, steam 
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distribution, and design and condition of the engine, than by a 
change in load.* 

If the friction load is constant, the efficiency of an engine will 
evidently vary widely with change in load. Thus, if a constant 
friction load is 10 per cent at full load, it will be 20 per cent at 
half load and the efficiencies will be 90 and 80 per cent. 

A few tests will now be quoted to indicate what allowances may 
be made for the mechanical efficiency of engines of different types. 

Friction Tests of Steam Engines. 

1. A 5,400 horse-power, three-cylinder, vertical, compound Westing- 
bouse engine** at the Waterside station of the New York Edison Com- 
pany had a combined efficiency of engine and generator of 94.5 to 95.2 per 
cent under such variation in load as the engine was called upon to carry. 

The friction load was 118.6 horse-power, or 2.2 per cent of the normal 

power of the engine. 

2. A 3,500 horse-power, triple-expansion, horizontal enginef at the 
Berlin electricity works had a mechanical efficiency of from 89.5 to 92.9 
per cent under running loads. When running empty the friction horse- 
power was 266.3, or 7.6 per cent of the nominal power of the engine. 

3. A 2,500 horse-power, cross-compound, horizontal Allis enginet at 
the Harvard Square power station, Cambridge, Ma§s., had a combined 
efficiency of engine and generator (direct current) of 90 per cent at an 
electrical load of 2,200 horse-power. 

4. An 850 horse-power, cross-compound, horizontal Rice and Sargent 
*'*pne§ (Corliss type) gave the following results: At normal load ihe 
combined efficiency of generator and engine was 93 per cent; at 1,000 
horse-power, 94 per cent ; at 627 and 490 horse-power, 90 per cent ; at 340 
aorse-power, 83 per cent. The differences between indicated and elec- 
^ca! horse-power at the above loads, taken in their order, were : 57, 59, 
^ W, 51, and 57. The friction load, dynamo running idle, was 45 horse- 
^'^^er, or 5.3 per cent of the rated power of the engine. 

, , ^ee friction tests "No. 4/* which follow in the main text. In these tests the 

j^Uonal and electrical losses between the cylinder and switchboard, equal to the 

j.^^cncet between the indicated and electrical power at different loads, vary from 

^.^.to 63 horse-power, in amounts which bear no relation to the power developed. 

^ '* is a ^>romon experience in all friction tests of engines. It is impossible to trace 

« ^ relation between the load and the friction loss. More tests can probably be quoted 

^ Miow that the friction loss is constant, or nearly so, than to support any other 

^fl>osition. 

^Engineering Record, May 28, 1904. 
J. ^ince the above was in type a test has been reported upon one of the 7,500 horsc- 
!j!?^er, twin, vertical-horizontal, Reynolds-Corliss engines of the Intcrborough Rapid 
^ ''^^nsit Company, New York City. The apparent combined efficiency of engine and 
Aerator was 92.4 per cent. 
^Traction and Transmission, London, January, 1902. 
'fTechnology Quarterly, September, 1898. 
fTest by Pror D. S. Jacobus. 



'Jf: 5r£L^V TVE£1SES 

5. Ir Tr:;^ TxcrsioL's papers 190D i3ie iikii c m loss m steam engic. J^-^ 
jJTcriwaiJj r e f cr r f 11 jr tiis dopier, aie nports of several testy ^ 
Tay A 5D bcete-^cvcr. Smagzir I-inr. lagSi-^teed engine, Don-crmdensifig^ 
ba.<j a cocsiasr fricboc jsaed cf xiboar 3 borse-power, or 6 per cent of M 
kra-i, grr=ig aci eSacacy cf S4 per cent, (b) A com p o un d, coadensing 
cx4pne bad a frScboc horse-pover cf 44 viwn dercloping 347 horse-power 
ar.d a fricSoc borse-pcnrer cf 40 vfaen drrdoping 185 horse-power. 
^c/ A 16x30 Porter- Aljcn engine had a fnctson horse-power of 127 
wbc: drrcioping 142 borse-pcnrer and 8u4 at 84 horse-power. The last 
two erj^;iDes Tb az>d c> prohai^ had foS load efficiencies of about 87 and 
90 per cent, res p e aJ ieJj. 

6. In additioc tc ibe abore. ref c r cijce mar be made to the internal 
frklicm of large pmmpfng engines, whxb jS usnallj about 10 per cent. 
The faiDons Leavitt pumping engine at the Boston sewage works showed 
an efiidenc}' of 90 per cent, and the Chestnut Hill, Mass, engine by the 
same designer bad an efficiency of 93 per cenL 

Summary of Engine Friction Tests, — ^Tcsts 1, 3 and 4 give the 
combined efficiency of engine and generator, for three large units, 
ranging from 850 to 5,400 horse-power, one of which is vertical. 
These are all modem, Corliss-t>-pe engines. Taking the two 
horizontal engines, the efficiency of Xo. 3 is 90 per cent and of 
No. 4 93 per cent, at about normal load. The average efficiency 
of No. 4 at the different loads is 90 per cent. It would seem that 
for large engines of this type an estimate of 90 per cent would be 
conservative for combined efficiency at normal load. For vertical 
engines the combined efficiency would be higher, reaching 94 per 
cent (as a safe figure) in the large sizes. 

In the light of the above efficiency tests the following table of 
the mechanical efficiency of engines has been prepared : 

Table V. 

Mechanical Efficiency of Enc.inks at or near Their 

Normal Load. 



Efficiency, Per Cent. 
Engine. 



Enfcine I Ensrlne and 



Alone. 



LarKe VtTtlcal CorlisH, Compound 1 9*^.5 to 97.5 

Lurge IIoriKontal CorliHH, Compound ?A.h 

I^rgB Horizontal, Triple , 

" '"'^ Speed, Simple 

'* and Medium*HiKed Horizontal, Compound. 



Generator. 



09 to 94 
00 



Pumping I 90 



91 
94 
87 to 08 
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The Thermal Unit Basis of Performance. — In comparing the 
resvits of engine and turbine tests, and especially where boiler 
pressures diflFer or superheated steam is used, the efficiencies 
shovli be calculated on the basis of the heat units contained in the 
steam. Under conditions of varying pressure or of superheat the 
pounds of steam per horse-power per hour do not indicate the 
amount of heat energy contained in the steam. 

Calculations are given herewith to illustrate the heat-unit 
method, taken from a report of tests upon a 400 Kw. Westing- 
house-Parsons steam turbine, by Messrs. Dean and Main. The 
efficiencies for superheated steam are figured by using 0.48 as the 
value for the specific heat of superheated steam. These calcula- 
tions will prove of assistance should the reader desire to recalculate 
any tests on the heat-unit basis. 

Calculation of Efficiencies of 400 Kw. Turbine. 





Dry 

Steam. 


100 Deerees 
Superheat. 


1^0 Deflrrees 
Superheat. 


3r*ke horse-power developed. 


593. ir 

681.06 
8,S40 

18.07 
168.57 

96.8 Deg. P 


594.60 

082.55 
7,881 

11.67 
169.96 
109 Degr. P. 

05 8 Dee. F 


592 27 


Correspondinfir indicated or internal 
horae-power of a reciprocating ensrine 
— B. H. P. -i-O.W 


680 07 


TotAl steam used per hour, pounds 

Steam used per internal horse-power per 
hour* pounds 


6,779 
10 78 


Absolute steam pressure, pounds. 

Sooerheat (exact fisrures) 


167.84 

181 Des:. P. 


Temperature condensed steam 




i 


Heat in one pound of dry saturated steam 
at above pressures, B. T. U 

Heat in superheat per pound, B. T. U. (on 
the basis of snecmc neat = 0.48) 


1194.1 



1194.8 


1103.9 








Total heat in one pound of steam, B. T. U. 
Heat of liquid in condensed steam« B. T. U. 


1194.1 
68.8 


1340.6 
63.8 


1280.8 
62.7 


Heat used by turbine per pound, B. T. U. 


1130.8 118-J.8 1 1218.1 



From the above the following results are obtained : 

Case of Dry Steam. 

B. T. U. used by turbine per minute=(l,130.8X8,249)-^60: 
155,466 B. T. U. 



STEAM TURBISE5 



R T. U. ased per ffirrrmT horse-power per mmixte, 155,466-r 



;: R T. u 



:>3.0»» 



^— =lT-?2 per cent. 



3. T. U. per ==:ne. • 1 Ji:2x:-3i4;-H50=U5,563 B. T. U. 



3. T. U. :i5ei r«er izncrml horse-power per mxinite, 

l^-5.>;::-^->o^.>5=f30J2 B. T. U. 

^^=0JS43=il8.43 per cent 



iHcr 



emci'Sicv. 



2::0-12X-S 



3. T. U. per mrcte. a.21Sax«,?^)-T-€0=13?,625 B. T. U 
3. T. V. -JLsei r^r f=:en:al b^rse-power per minate. 

i^:.vo-^»^j:.o:=2is.33 b. t. u. 

Tl:;:— ^: eSrler.: . . '- =0.1943=19.43 per cent 



Results of Turbme Testis 









•e fXTccte-: :r r- 



cccrarn results or tests upon 
sh'ZTv in condensed form wh^^ 
rtfr.es cperatfng ander different 
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Table VI. 
Tests on 30 H. P. Dk Laval Turbine.* 

Xon-Condensing^. Initial Presaure 09.64 lb. Absolute. 





Half Load. 


Pull Load. 




Saturated 
Steam. 


Super- 
heated 
Steam. 


Saturated 
Steam. 


Super- 
heated 
Steam. 


Temperature of Steam Defi^rees F 
RfAirA horfW povrer ^ 


827 
21.1 
48. 3 

92 


800 
91.2 
81.5 

588 


827 
48.5 
89.6 

212 


088 
61 2 


I^t>. steam per B. H. P. per hour. . 
Temperature Exhaust OesTre^s F 


25.7 
649 



'Made at Poly technical College, Dresden. 



Table VII. 
Tests on Db Laval Turbines at Different Loads.* 



Turbine 
Machine. 


Initial 

PrefkSure. 

Lb. per 

sq. inch. 


Vacuum, 
inches. 


No. of 

nozzles 

open. 


Electrical 
H. P. 


Lb. steam 

per 
electrical 

H. P. 
per hour. 


Remarks. 


100 H. P. Turbine 
Dynamo. 


103.7 
103.8 
107.4 
106.7 


26.8 
88.4 
26.8 
27.9 


5 
8 
2 

1 


92.7 
55.6 
35.0 
15.5 

Brake 
H. P. 


22.6 i 

22.7 ' Saturated 
21.7 ! Steam. 

27.8 ; 

1 


• 








Lb. of 
steam 

per 

Brake 

H. P. 

per hour. 




150 H. P. Turbine 
Motor. 

• 


118.8 
116.0 
118.8 
114.4 
112.4 
11«.i 


26.4 
25.9 
26.2 
26.5 
27.0 
25.7 


7 
6 
5 
4 
8 
2 


163.0 

138.4 

114.5 

8S.3 

64.1 

37.5 


17.6 
18.2 
17.9 
18.7 
19.0 
2i.3 


Saturated 
Steam. 


300 H. P. Turbine 
Motor. 


1 

102.T I 
106.8 
106.8 
196.3 
190.6 
196.8 
418.8 1 
1 


27.3 
27.0 
27.0 
27.6 
27.8 
28.1 
28.5 

1 


I 

6 
5 
4 
3 
2 
1 


803.6 
2.>5.5 
210.9 
1?2.6 
121. fl 
74.2 
81.5 


14.1 
14.7 
14.4 
14.5 
14.9 
17.2 
21 .0 


Steam 
Super- 
heated 00 
degrees P^ 



•From paper by Konrad Anderson in Trans. Inst. Eng. and Shipbuilders in Scot- 
land^ Nov., 190SL 
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Table VIII. 

Tests on 300 H. P. De Laval Turbine Dynamo. 

(Dean and Main.) 





Pressures 
Lb. sq. in. gaugre. 


Superheat, 
DtgrreesF. 


Vacuum, 
Inches. 


Brake 
Horse 
Power. 


Steam Used 
per Hour. 


Xi 

B 


Above 

Governor 

Valve. 


Below 

Governor 

Valve. 


Total 
Pounds. 


Pounds 
B. K^P. 


1 
2 
3 
4 

6 
6 
7 
8 
9 


206.4 
807.8 
207.6 
201.5 

T 

207.0 
207.4 
200.7 
202.4 
Average 


Tests with 

196.9 
190.6 
195.8 
197.9 

ests with S 

198.5 
197.0 
196.6 
197.7 
of 7 and a 


Saturated 

• • • • 

• • • • 

• • • • 

• • • • 

uperheate 

84.0 
64.0 
10.0 
10.0 


Steam -Av 

20.6 
20.8 
:^7.85 
28.1 

d Steam - 

27.2 
27.4 
27.5 
27.4 


erage Res 

833 
284.8 
195.2 
118.9 

Average R 

852.0 
S98.4 
196.5 
196.6 


ults. 

6052 
4480 
8889 
1950 

esults. 

4906 
4282 
8088 
8062 


16.17 
15.56 
16.64 
16.40 

18.94 
14.85 
16.44 
15.68 
15.53 



Table IX. 

Summary of Dean and Main Tests on 300 H. P. De Laval Turbine. 
Relative Steam Consumption at Different Loads. 



Group No. 


Loads 
B. H. P. 


Relative 
Loads. 


Steam per 

Brake 

Horse Power. 


Increase for 

Diminishing 

Loads, referred to 

Maximum Load. 






Saturated Stea 


m. 




1 
2 
8 
4 


833 
2S6 
195 
119 


100j< 
5»t 

Superheated St 


15.171b. 

15.53 *' 

10.54 " 
10.40 " 

cam 


2M 
9.(1^ 
8.1^ 


6 
6 
9 


S52 
298 
190 


100< 

a5< 


13.941b. 
H.S5 " 
15.63 " 


2.9^ 



Saving {at the Turbine) by the Use of Superheated Steam. 



Amount of 
Superheat. 



Load with 
Superheat- 
ed Steam. 




1 and 5 

2 and 



352 H. P. 



Load with 

Saturated 

Steam. 



3*3 H. P. 
2S5 " 



Steam 

used per 

Brake H. P. 

with Sup. 
Steam. 



Dry Steam 
used per 

Brake H. P. 

with Sat 

Steam. 



13.94 lb. 
14.35 " 



15.171b 
15.56 " 



Saving by 

use of 

Superheat. 

ed Steam. 



8.ftC 
H.4j< 
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Table X. 
Miscellaneous Tests on Parsons Turbines.* 



At Stop Valve 




Speed, 
Rev. per 
Minute. 




Steam Used 


per Hour. 


i^ressure 

Above 

atmosphere, 

*• per sq in 


Superheat, 
Degrees P. 


Vacuum, 
Inches. 


Load in 
Kw. 


Total 
Pounds. 


Pounds 
per Kw. 


Tes/ 


No. I. 75'K 


vo. Continu 


ous - Curre 


nt Turbo f 


or Banburv. 




141.2 

141 

143 


F4.2 




27.1 
27.0 
27.1 


4,140 
4,140 
4,140 


75.7 
75.2 
56.6 


2,006 
2,201 
1,777 


26.4 
29.2 
81.2 


7>j/ 


No, 2. 200'K 


w. Continu 


ous - Curre 


nt Turbo f 


or Shipley 




150 
151 
156 
151 


57 
56 

181 
166 


27 
27.9 
27.8 
28.0 


8,000 
8,000 
8.000 
8,000 


204.2 

101.2 
202.5 
100.27 


4,588 
2,698 
4,180 
2,446 


22.28 
26.67 
20.89 
24.41 


7> 


st No. s- 37 


S'Kw. Tur 


bo-Alterna 


tor for Du 


ndee. 




152.9 
148.4 


• ■ • • • 

148.9 


27.4 
27.5 


8,000 
8,000 


376.9 
874.06 


8,143 
7,202 


21.6 
19.25 


Test 


No. 4. joo-K 


w. Turbo- 


Alternato 


r.—Hulton 


Colliery. 




158.0 
157.0 
153.0 
154.0 
156.0 









15.88 
19.88 
22.83 
25.83 
26.58 


8,000 
8,000 
8,C00 
8,000 
8.000 


806.1 
808.4 
803.16 
808.2 


8,782 
8,369 
7,764 
7,336 
7,020 


29.36 
27.48 
25.50 
24.19 
23.15 


Test No. s. 


SoO'Kw. Tu 


rbo-Altern 


ator. — De 


Beers Exp 


losive Works 


• 


150.0 
158.0 
150.5 


53.8 
60.0 
40.2 


27.88 
27.78 
27.9 


8,000 
8,000 
3,000 


812.1 
231.8 
U4.5 


6,260 
4,960 
8,670 


20.06 
21.45 
23.75 


Test No. 6. 


i^Soo-Kw. T 


urbO'Aiter 


nator.—Ne 


wcastle-on 


-TyneE.S. C 


0. 


196 
197 
196 
199 
200 


76 
84 
76 
77 
68 


27.45 
27.86 
27.95 
28.35 
28.45 


1,200 
1,200 
1.200 
1,200 
1,200 


1,442 

1,015.5 
714.0 
860.5 


25.962 

20,124 

15,288 

9,114 

2,948 


18.0 
19.8 
21.4 
25.2 

• • • • 


Af 


ter 16 month 


s' use the 


following 


figrures we 


re obtained: 




203 
207 


92 

60 


26.11 
26.46 


1,210 
1,208 


1,828 
1,513 


82,481 
27,582 


17.7 
18.28 


Test 


No. 7. tySco- 


Kw. Turbo 


-Alternato 


rfor Sheffi 


eld Corporal 


ion. 


With vacu 


um augment 


or, and inc 


luding 450 


lbs. steam 


per hour us 


ed by it. 


113.0 
111.6 
141 
154 


108.8 
156.4 
113 
47.5 


26.69 
27.12 
27.72 
27.72 


1,455 
1,500 
1,600 
1,500 


1,316.5 
1,061.6 
512.7 



21,732 

19,830 

11,425 

3,1^ 


18.76 
18.66 
22.3 




•Prom a paper by Hon. Chas. A. Parsons, G. Gerald Storey, and C. P Martin, pre- 
mted before the British Institute of Electrical En rineers. May, 1904. In summariz- 
tg the tests of this table, and other tests upon his turbines, Mr. Parsons states: *' It 
111 be seen that under conditions of, say, 1 10 pounds steam pressure and 100 degrees 
iperheat. and a vacuum of 27 inches, the consumptions in round numbers are as fol- 
»W8: A 100 Kw. plant takes about 25 pounds of steam per Kw. hour at full load; a 200 
w. takes 22 pounds; a 500 Kw. 20 pounds; a 1,000 Kw. 19 pounds; a 1,500 Kw. 18 pounds; 
!id a 3,000 Kw. 16 pounds. These ngures are derived from averages of a large number 
f tests that have been made from time to time. Without superheat the consumptions 
re about 10 per cent more." 



186 



STEAM TLRBJXES 



Table X. (Continued). 



At Stop Valve. 



Presftore 
AtMve Snperbeat. 

Atmospbere, Dei^rees F. 
lb. per sq. in. 



Vacuum, ,^^^-. 
inches. 77- ^^ 



I 



I 



Steam Used per Hour. 



Load in 



Total 
Ponnds. 



Poand« 
per Kw. 



I 
W ithont vac nun an|pn lentor. 



115.6 

137 

150.8 



143 
119 
72.4 



S.18 
25.97 



1,500 
1,500 
1,500 



1,«9S . 
9S4.S& ; 





2I,»I 
12,8» 
2,967.4 



jjooo-Kw Parsons Tu rbo-Aliern at or Supplied to Fravmkjort by Me 

Brovm, Bcvtri h^ Co. 



138.5 

1T0.5 

142 

139 

18H.5 

146 

137 

142 

142 



IW 
120 
114 
181 
120 
101 
80 
30 



27 


1.3B0 


27.5 


1.350 


27.2 


1.3B0 


27.2 


1,360 


27.9 


1,360 


27.6 


1,360 


27.4 


1,36) 


29.3 


1,360 


29.3 


1,350 



2,988 
2,518 
2,600 
2,000 
1,945 
2,000 
1,442 





44JW0 
28,800 
41,200 
41.400 
30,8U0 
32,000 
25,400 
4.700 
8,660 



ao.T 

24.(« 




ssrs. 



14.74 
15.50 
15.8 
15.9 
15.84 
16.3 
17.6 
excited 
non-exci ed 



Table No. XT. 
Tests o.n Parsons Turbines, When Running Non-Condfnsing.* 



At .Stop Valve. 



Back 



Pressure c„„er Pressure, Vacuum; ^^P*^^' 

Above SupY. hI'K'ue?. '"''''" >*^""^- 

Atmos- Decrees '"• ^""^^ 
phere, Lb p 

per Sq. In 



Load in 
Kw. 



Steam Used per Hour. 



Total 
Pounds 



Pounds 
per Kw. 



Test N 


0. /. 2j0-h'\ 


w. ConttHu ous-Curr 


ent. —Me ssrs. Gut nness^ Son 


L'^Co. 


144 
142.0 
13« 
143 










6 

11.1 
11 


• • • ■ 


8,M7 
8,017 
8.055 
3,115 


251.65 
25^.8a 
253.15 
125.46 


9.516 
10.684 
ll,ir4 

7,4; 5 


37. fO 
41 38 
44 15 
69.58 




Test \o. 


2. jcO'A'ivA TurbO'A lternato\r.—Hult 


on Colliery. 




101 
168 






1 .... 
1 .... . i!0.5S 


3,040 296.6 
3,000 1 303.2 


10,1H0 
7,020 


31.2 
23.15 


/> 


sty O.J. 5 


<*>- Kiv. Tu , rbo - Alte motor.— , Metropol 


itan E. C C 


0. 


140 
110 







• • • • 

i 

« • • • 


1 


2-J.57 

2H. 


1,H00 
1,800 

1,800 


5'^.2 
500. H5 
500 


16,903 
13,714 

1 


88 39 
26.89 
33. 5t 



♦ I'roin a naper by Hon. Charles A. Parsons. G. Gerald ^lorey and C. P. Martin^ 
prcsentod bef«)re the British Institute of Electrical Engineers, May, 19i4. 
1 Result ebtimated by the author from curve plotted in original paper. 
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Table XII. 

Tests on Ratbau Turbine of 500 H. P. Located at 

Penarroya, Spain.* 



Data. 


ULoad. 


KLoad. 


Full 
Load. 


Over- 
load. 


Overload 
at in- 
creased 
speed 

(24U0 rev.) 


Electrical H. P. at brushes. . . 

Hdinisaion pressure,ab8olute. 

\Y>. 'Dcr SQ. in 


185 
46.21 
1.24 

10.88 

21.8 

0.518 


280 
76.6 
1.83 

9.8 

18 

0.640 


525 

136 
1.63 

8.80 

15.8 

0.560 


627 
156 
1.82 

8.78 

15.89 

0.569 


641 
156 


Bxhaust pressure, absolute. 
lb. i>cr »q. in 


1.88 


Theoretical steam consump- 
tion of perfect engine per 
H.P. hour, lb 


8.78 


Actual steam consumption 
per electrical H. P. hour at 
Drushes. lb 


14.90 


Combined efficiency of thi 
electrical speneratmg set re- 
ferred to the perfect engine 


0.680 



Table XIII. 
Tests on a Zoelly Turbine of 500 Brake Horse PowER.f 



• 

u 



In Steam Pipe. 


After Passing 
Governor Valve. 






Steam Used per 
Hour. 


Si 

B 

3 










Net 
Power 

• 














Vacuum, 






Z 

m 



Pressure 
lb per 
sq. m. 


Super- 
heat 
Degrees 


Pressure 
lb. per 
sq. in. 


Super- 
heat 
Degrees 


Inches. 


m 
Kilo- 
watts. 


Total 
Pounds. 


Pounds 
Kw. 


h 


Absolute. 


Absolute. 












T 


ests with 


Dry, Sat 


iirated S 


team. 






1 


158.47 




143.3 




.... 


863.06 


7908 


21.75 


2 


158.47 




143.4 




28.5 


887.65 


8827 


21.60 


8 


154.96 




126.4 




28.5 


334.51 


7825 


22.21 


4 


156.34 




96.2 




26.4 


240.1 


6778 


84.08 


5 


155.77 




77.4 




S6.3 


182.22 


4683 


26.70 


6 


156.76 




48.5 




26.6 


80.18 


2650 


33.06 


7 


166.62 




17.3 


89.4 


26. G 




1025 




8 


156.89 




10.6 
Tests with 


53.0 
Superhe 


28.5 
ated Ste 


am. 


649 




9 


181.9 


185 


136.0 


102 


26.7 


891.66 


7464 


19.06 


10 


186.44 


163 


rs.o 


107 


28.7 


889.6 


7385 


16.82 


11 


159.89 


109 


139.0 


101 


28.7 


390.4 


7780 


19.90 



•Quoted by Prof. Rateau in various papers, including one presented before the 
A S. M. E. in June, 1904. 

tProm Data furnished the Author by the Builders. 
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Table XIV. 

Tksts on 500 Kw. Curtis Turbink, Cork (Irkland) Electric 
Tramway and Lighting Co.'s Station.* 



Initial 
Pressure 
lb. sq. in. 

Gauge. 


Super- 
heat 
Decrees 

P. 


Vacuum, 
Inches. 


Averaflre 

Load 

inKw. 


''ESir 


Steam Used per Hour. 


Total 
Pounds. 


Pounds 
per Kw. 


156 
156 
158 
158 
151 


61 

60 

70 

104 

124 


88.8 
28.6 
27.8 
26.9 
26.2 


126.97 

250.06 

899.8 

611.7 

613.5 


1V4 


8258 
6000 

8861 
10608 
1J811 


25.9 
22 4 
20.9 
20.6 
20.9 



''EUctHcai Review (EngUih). Nov. 18, 1904. 



Table XV. 



Tests on 20C0 Kw. Curtis Turbine.* 



Lodd in 
Kw. 


Revolu- 
tions per 
Minute. 


Initial 

Pressure, 

Gauge. 

103 

107 

163.5 

169 

171 

165 

105.5 


Vacuum, 
Referred to 
30 in. Merc. 


Superheat, 
L»eg. F. 


I-.b. Steam per 
Kw. Hour. 


1970 
1040 
560 
2005 
1066 
1970 


918 
928 
930 
918 
928 
918 

932 


28.15 
28.38 
28.40 
28.87 
28.48 
28.21 

28.05 


210 
190 
210 
125 
105 
105 


15.12 
15.87 
17.86 
15.80 
16.33 
16.90 





157 


Steam per Hour. 
1530 



♦Test by A. R. Dodpe, Schenectady, K. Y. Reporlcd by August H. Krucsi, in 
paper before the National Electric Light Association, June, 19C5. 
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Table XVI. 



Tksts on 400 Kw. (580 H. P.) Westinghouse-Parsons Turbine.* 



Rcsu 

Z\% Overload 

Full Load {2jt Overload). . 

77% Ix>ad 

4l3(I.oad. 

Resti 

aSjE Overload 

Pull Load (9% Overload). . 

R 

909( Overload 

Pull Load i93i Overload). . 

77% Load 

42g{Load 

Resu 

80!K Overload 

Pull Load (IV Overload). . 



Initial 
Pressare« 
lb. sq. in. 

Gauge. 



lU with A 

180 
IM 
154 
153 

Its with A 

151 
154 

esttlts with 

158 
154 
156 
168 

lU with D 

168 
156 



Super- 
heat, 
Dean-c^s 



pproxim 

104 

109 

104 

87 

pproxim 

18S 
181 

Dry, Sat 



Vacuum, 
Inches. 



• • • • 

• • • • 

• • • • 
■ • ■ • 



ry Steam 



• • • t 

• • • I 



ately 100«> P. Super 



Brake 

Horse 

Power. 



Steam Used 
per Hour. 



ToUl 
Pounds. 



27.10 
S7.O0 
27.10 
27.10 

ately 1909 

27.00 
27.10 

urated Ste 

26.87 
26.84 
26.80 
26.90 

and Poor 

25.90 
25.91 



768.9 
594.6 
445.8 
239.9 

P. Super 

762.6 
592.3 

am. 

728.4 
593.2 
448.0 
241.8 

Vacuum. 

094.8 
593.1 



heat. 

9157 
7884 
5788 
8500 

heat. 

8690 
6779 



9928 
8949 
6486 
8876 



9784 
8514 



Pounds 

per 
B.H. P. 



12.07 
12.41 
12.86 
14.62 



11. ir 

11.46 



18.68 
13.91 
14.48 
16.06 



14.01 
14.85 



With 1000 Superheat the speed of roUtion was 3,517 R. P. M. at full load; at 81% 
overload it dropped ^.6% and at 41% load it increased 1.2%. 

With Dry Steam the speed was 8,545 R. P. M. at full load; at 20i overload it drop- 
ped 1.8% and at 4S% load it increased I.69C With turbine running light speed increased 
S.4%. 



^ests made at the works of the builders by Dean and Main in 1908. 
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Table XVII. 

Tests on a 1250 Kw. Turbine foe Intfrboeough Rapid 

Transit Co., New York.* 



27" 
Vacuum 



2S" 
Vacuum 



2?' 



Vacuum 
Vacuum 



as 

U 



150.8 
151.4 
1M.8 
ir>.5 
147.1 
118.0 
144.5 
111.8 
151.0 
116.8 
144.1 



151. »i 

loy.o 

147.7 
1M.3 
151. K 
150.8 
147.6 
IIG.O 



it 



c 



E 

s 



Load Carried by Turbine. Steam Used per 



our. 






V. 






Re suits w ith Dry, 



87.08 

27.11 

«7.1 

27.11 

27.11 

27.05 

27.06 

88.06 

2S.1 

28.08 



J:Xa. 




Saturate d Stea m. 



196.96 
8».79 
«65.W 
»«.53 

18n.46 

1489.4 

1718.5 

198S.9 
8M.78 
»78.0 

1888.96 > 



284.0 
459.42 
879.88 
1828.5 
1771.4 
1996.5 
2897.1 
8666.0 
448.74 
1808.0- 
1888.8 



0.157 
0.270 
0.685 
0.790 
1.060 
1.190 
l.fft) 
1.500 
0.966 
0.778 
1.091 



Results with 750 P. Supcriheat. 



I 



7'5.6 

77.2 

77.0 

7«.15 

76.0 

75.5 

77.4 

76.5 

78.25 



27.15 

27.07 

27.15 

«• . I 

27.1 

2S.05 

2S.IC 

2^.1 

28.1 



l'»1.0 
888.55 
664.67 
986.28 

1298.9 
1W.4 
338.15 
977.64 

1274.8 



256.0 

447.1 

801.0 

1822.04 

1784.9 

2ii6.] 

446.6 

1810.5 

1708.0 



0.151 
0.267 
0.531 
0.790 
1.038 
0.150 
0.266 
0.780 
1.080 



7155.0 
9738.0 
15074.0 
20254.0 
25712.0 
28208.0 
88000.0 
40647.0 
«95.0 
19SM.0 
86089.0 



6734.0 

9170.0 

14181.0 

191U8.0 

23908.0 

6800.0 

84J0.O 

18180.0 

28504.0 




Tests Upon a fioo Kzc, Curtis Turbine at Xciuport, R, /. — A 
Curtis turbine at the Newport, R. I., power house of the Old 
Colony Street Railway Company, a description of which plant will 
be .c:iven later, was tested by George H. Barrus, consulting en- 
gineer, Boston, Mass.f This turbine is one of the earlier two- 
stage type and had been in continuous service nearly a year when 
the test was made. The results with dry, saturated steam, 1.50 
pounds initial pressure, and two inches back pressure in the con- 
denser, are tabulated herewith for different loads, together 

*Tc«its made at the Westinphouse ^fadiine Company's Plant, and reported by A. M. 
Mattice, Chief Engineer 

iThe Iron Age. May 5. 1904. 
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'^^'itiVi some general results with both saturated and super- 
^^3- ted steam. 

At full load, 19.78 pounds 

At three-fourths load, 20.69 

At half load, 21.38 

At one-fourth load, 27.85 

At 50 per cent overload, 20.22 " 

^Vith the variable commercial load at the station, which ranges 
from 333 Kw. to 114 Kw. and averaged 263.2 Kw., the con- 
sumption of dry steam was 22.38 pounds per Kw. hour. When 
t^he c omm erc ia l load was augmented by a constant rheostat load, 
bringing the average up to 421.9 Kw., the steam consumption was 
^0.7 pounds per Kw. hour. 

With superheating of 150.5 degrees at the throttle valve, the 
steam consumption was 17.79 pounds per Kw. hour at full load, 
c^i* 10 per cent less than with saturated steam. When superheat- 
ing was increased to 289.6 degrees, the consumption was 15.1 
I>ounds per Kw. hour, or 19.6 per cent less than with saturated 
st:eam. In these tests the load on the auxiliaries averaged about 
^6.7 Kw., or about 3 per cent of the normal rating of the turbine. 

Best Turbine Results. — Table XVIII. summarizes the best re- 
sults of tests upon turbines quoted in this chapter. With the ex- 
ception of tests upon two turbines, these results are all in terms of 
^lowatts or electrical horse-power, and before any comparisons 
^n be made with piston engines, there must be allowances for 
^ciency, as explained in the first part of the chapter. To 
^^cilitate comparisons, certain efficiencies have been assumed, as 
^Ven in the last column of the table; and by using these effi- 
^'^ncies the equivalent rates of consumption per indicated horse- 
P^Vrer per hour were calculated and tabulated in Column 6. The 
^^ciencies were chosen on the following basis : 

Combined efficiency of generator and engine in units of from 
^Oo to 500 H. P. (or 300 to 400 Kw.), 88 per cent. 

Combined efficiency of units of from 500 to 1,500 Kw., 90 per 

Combined efficiency of 2,000 to 3,000 Kw. units, 92 per cent. 
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Table XVIII. 

Examples of Steam Consumption of Turbines. Best Results 

OF Tests Quoted in This Chapter. 



Turbine. 



Nominal 
Power. 



2 
Resalts 



DeLaval I «» H. P. 

Rateau ' 500 H. P. 

Zoellv 1 600 H. P. 

Curtis (American) : 500 Kw. 

Westinghouse- Parsons' 400 Kw. 
Westinghouse- Parsons 1290 Kw. 

Results with Su perheated 



Steam Used per Hour. 



I 

Pounds Potmds 

per per 

a Ji. P. j E-li. P. 



3 ! 4 
with Sat urated St 



15.17 



18.63 



14.90 
16.05 
14.76 

i4!i8 



I 



De Laval 

Zoellv 

Curtis (English) 

Curtis (American) 

Parsons 

Parsons 

Parsons 

Westinghouse - Parsons 
Westinghouse- Parsons 



80OH. P. 

500 H. P. 

500 Kw. 

500 Kw. 

800 Kw. 
1500 Kw. 
8000 Kw. 

400 Kw. 
1250 Kw. . 



Steam(M oderate 
xceedingi ISOO). 



18.M 



12.07 



Results with Hig hly Superh eated Ste 



Curtis (American) 

Curtis (American) 

Parsons 

Westinghouse- Parsions 



500 Kw. 
2000 Kw. 
3000 Kw. 

400 Kw. 



11. r 



14.05 
15.20 
18.88 
14.06 
18.44 
11.79 

i8!78 

am(Supe 

11.26 
11.27 
11.00 



BqniTallal 



Pounds 
per Kw. 



21.50 
19.?8 

• • • • • 

18.95 
Superhe 



18.88 

90.60 

17.79 

90.06 

18.0 

15.8 

• • • ■ • 

18.48 

rheat fro 

16.1 

15.12 

14.74 



tionper 
LH.P. 



Percent 



inestimat- 

ioM L H. P. 

Resolta. 



18.96 
18.11 
14.18 
18.98 
12.68 
12.79 

at, not 



19.88 
12.86 
18.76 
11.95 
18.16 
12.10 
10 85 
11.88 
12.40 

m 180O to 2 

10.14 
10.86 
10.12 
10.89 



88 
8B 
90 
98 
90 



88 
90 
90 
88 
90 
98 
98 
90 



90O). 



90 
92 
98 
93 



Engine efficiency alone (without generator) for units of fro 
400 to 500 H. P (or 300 to 400 Kw.), 93 per cent. 

Engine efficiency corresoonding to the 300 H. P. De 
turbine, 92 per cent. 

Chart for Estimating Rate of Steam Consumption. — If results 
on any other efficiency basis are desired, they may be easily cal 
culated, or they may be obtained by the aid of the accompanyini 
chart, Fig. 1. On this chart the figures at the left are pounds 
steam per electrical horse-power per hour. The inclined lines a 
for^ various efficiencies, and at the top are corresponding valu 
for pounds of steam per indicated or brake horse-power per hou 
Obviously, also, if brake horse-power units are assumed to be 
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PoandaStMun per Indicated or Brake Hane Power per Hour 




PouDds Steaa per Kilowatt Hoar 
Fig. I. Chert tor Bninutiag Rite of Steem Coniumpiion, 

«ie left, indicated horse-power units corresponding can be found 
^-t the top. The inclined line labeled "kilowatts to horse-power" 

^ B for the purpose of converting kilowatt units at the bottom to 

^orse-power units at the left. 

Example to Illustrate Use of Chart. — Following the dotted 

^ine, we find that 20 pounds of steam per kilowatt hour=14.9 

■Jiounds per electrical horse-power per hour. Assuming 90 per 
vent efficiency, the equivalent steam consumption per indicated 
liorse-power per hour is found by retracing the dotted line from 
the 14.9 point until it meets the 90 per cent line; then extending- 
upward until it reaches the 13.4 point, which gives the required 
rale of consumption. 
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E. F. Miller ia Teck 

v'.f« «■"■'"' • 


Rice and Sargent ai 


gncatChestout Hill. 



Best Reciprocating Engine Performance. — In Table XIX. ar-^ 

a few "best results" selected from tests upon several very economM - 

cal engines. Many other results as good as these could hav— e 
been tabulated, but the ones given are indicative of what is no^— >v 
attained under the most favorable conditions. It is conservati*^ ~c 
to say that compound engines may now be built to produce i ^^ 
indicated horse-power on 12,5 pounds of steam per hour, wit^^t^i 
saturated steam. With a high degree of superheat the lon^s g 
sought 10-pound mark has nominally been passed, but if the r- ~3e 
suits were recalculated in terms of the equivalent rate of cor ^zjr 
sumption of saturated steam, by using the heat unit method, 
would be found that they barely reached 10 pounds. 

Average Engine Performance. — Since the results in Table XI7 ^^ 
are from picked tests, and are exceptional. Table XX. is giv^w e" 
which fairly represents what the ordinary high-grade engine ^u*' TtH 
do. This table is made up from the results of tests upon fo^K^'"'- 

valve, compound condensing engines, published in Barms' / '■"■ 

gine Tests. They are not selected tests, but are from 23 engi^K^« 
in commercial operation and are average representatives of tl'» ^"■ 
class. We find that one of the results falls below 12 pounds, f^i'e 
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Table XX. 

Results of Tests on Four-valve Knglnes — the First Five Engines 
Oferated with Steam Slightly Sitekheated (12 to 44.5 
1 egrfes): the Others with Saturated Steam 



Indicated 


Steam per 


Horse 


I. H. P. per 


Power. 


Honr, Poanda. 


659 


11.80 


658 


12.08 


63) 


ld.20 


?«8 


14.28 


1017 


18.28 


699 


12.00 


706 


12.45 


698 


18.28 


20 


18.37 


no 


18.00 


741 


13.28 


789 


13.01 



Indicated 
Horse 
Power. 



Steam per 

I. H. P. per 

Hour, Pounds. 



725 


13.27 


1714 


13.27 


1080 


13.21 


843 


13.53 


382 


14.06 


3T3 


14.18 


6:6 


14.6 


1540 


14.1 


800 


15.78 


606 


16.28 


716 


19.36 



results fall below 13 pounds, and IG, or over two thirds, fall be- 
low 14 pounds, while only three are above 14 pounds. This table 
confirms what is commonly accepted among engineers ; viz., that 
^ rate of consumption of from 13 to 14 pounds is to be expected 
^th engines of this class. A figure of 13.5 pounds may be set 
^ the rate for large engines, operating under good conditions, 
^'th saturated, or slightly superheated steam. 

Table XXI. 

*STs ON Compound Engine at Ghent,* Belgium, by Prof. Schroeter, 
Showing Effect on Economy of Varying Superheat. 



Indicated 
Horse 
Power. 



Superheat, 
Degrrees F. 




Steam per 

L H. P. per 

Hour, Pounds 



12.08 
11.58 
11.00 
10.67 
9.81 
H.80 



Kquivalent 
Hounds of 
Saturated 
Steam. 



Heat Units 

per 1. H. P. 

per Hour. 



12.08 
11.77 
11.41 
11.33 
10.09 
10.01 



250 

287 
2:« 

207 



Effect of Superheat on Steam Engine Economy, — Since tur- 
^^tie tests are nearly all made with superheated steam, and engine 
^^sts almost invariably with saturated steam, it will be useful to 



•See paper by Prof. Storm lAxAX^ Joiiruat of the Western S.Ktety of Engineers^ Dc- 
'^niber 1, 1903. 
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hav- __ leans for estimating the steam consumption of mi- 
gii he supposition that superheated steam is used. DaU 

foi 1 .Horded by tests upon a Belgian engine of 350 horst- 

powci, iit.li has established a remarkable record for economy. 
The teoia are summarized in Table XXI., and undoubtedly are 
reliable, as they were made by Professor Schrdeter, one of llic 
most expe 'need experimenters abroad. The tests start wilh 
saturated steam and show the extremely low steam consumption, 
for an engine of this size, of 12.08 pounds per indicated hot^f- 
power liour. The u^.. liis one give the consumpiion 

for different degrees of The results show that fot 

every 100 degrees superin :eam consumption per horse- 

power per hour was redu' pound, or 8.5 per cent; and 

that the consumption, ex in terms of equivalent con- 

sumption of saturated steam, was reduced ^^o pound. 

Comparing Turbine and £ii Results. — The reader has at 

his disposal in the last three taoies, together with Table XVin>i 
stifBcient information to form an opinion upon the comparative 
rate of steam consumption of turbines and engines when operat- 
ing at their most economical loads. Due allowances, howewr. 
must be made for sizes of madhines, conditions of operation, such 
as steam pressure, vacuum, superheat, etc. This is very impor- 
tant, as entirely erroneous opinions are often formed where such 
allowances are not made. Taking 12.5 pounds, previously men- 
tioned, as a conservative figure for the most economical engines 
using saturated steam; and 13.5 pounds as a safe figure for the 
ai'crage high-grade engine, we should then have the estimated 
rate of consumption for each, with different degrees of super- 
heat, as follows, taking the Belgian figures as a basis: 

Most Economical Engine. 

Willi Saturated 100 Degrees 200 Degrees 300 Degrees 
Steam. Superheat. Superheat. Superheat. 

12.r, 11.4 10.4 9.3 

Average High-Grade Engine. 
Ki.5 12.4 11.2 10.1 
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Comparing these figures with those of Table XVIII., it seems 

probable that the reciprocating engine will, under exceptionally 

good conditions, show a little better economy than the turbine, 

vfhen running at its most economical load ; but that what we have 

called the "average high-grade engine*' appears to about equal 

the turbine in its rate of steam consumption at most economical 

loads. In the next chapter the question of variable loads will be 

considered. 

Economy of Small Engines and Turbines. — The author has 
several times seen it stated by English engineers that in sizes of 
500 Kw. and less the engine is more economical than the turbine, 
but that as sizes increase the economy of the turbine improves 
more rapidly than that of the engine, and in the larger powers the 
turbine is equal or superior to the engine.* This view seems to 
be borne out by the facts if the four-valve compound type of en- 
g^ine be taken for comparison. Engines of this type of from 300 
to 500 Kw. capacity are exceptionally economical and are rea- 
sonably so in still smaller sizes. The same is true of the Willans 
engine, used so extensively in England. When we come to the 
Mngle-valve, high-speed engine, however, which is in such general 
Use in this country, there is no doubt that its rate of steam con- 
sumption can easily be improved upon by the turbine. The Gen- 
eral Electric Company, the builders of the Curtis turbine, recog- 
nize this fact and do not provide for as complete expansion of 
the steam in turbines of small sizes as in their larger machines, 
since it is not necessary to do so in order to compete with the 
high-speed engine. 



*In discussing: the paper by Parsons, Storey and Martin, before the Institution of 
Electrical Engineers, May, 1904, E. J. Fox said: "Taking figures of steam economy 
as given by Mr. Parsons, for different sizes of turbines, there is no difficulty what* 
soever in the reciprocating engine giving equally good results up to the 1,500 Kw. 
size. From 100 up to 1,000 Kw., the results obtainable with reciprocating engines are 
better. When you come to the 1,500 Kw. size, there is very little difference between 
the two; and finally with the 3,000 Kw. size, I think there is no doubt a considerable 
diflFcrence in favor of the turbine." 



CHAPTER X 

8TEAH' TURBINE PBRFORHANCE (Contliilied). 

Chancteristics of TaiUiiea Under Variable Loads. - 

In a steam et^ne, and in certain turbines, like the Parsons, in 
which latter there is an auxiliary valve to admit steam to the low- 
pressure end in case of heavy overioods, the lowest steam coo- 
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LB. STEAM PER r. 
Cotllu Bii(ii 



.P. PER HOUR. 



sumption per horse-power hour occurs at or near the normal load. 
A decrease in the load below its normal point causes an increase in 
the rate of consumption ; and an increase in the load above the 
normal point produces a like effect, though to a less degree. 

In Fig. 1 is a steam consumption curve for a Corliss ei^ne. 
The most economical load is at point A, situated on the curve at 
the extreme left, and points C and B, above and below A, re- 
spectively, are both to the right of A. These two extreme points 
represent the consumption at 50 per cent overload and underload. 
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respectively, and it is evident that a greater range of loads is 
possible than if, for example, the maximum load were at point A, 
where the highest economy occurs, and the consumption at other 
loads were represented entirely by that part of the curve extend- 
ing from A to B. 

This latter condition exists in any turbine in which the speed 
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LB. STEAM PER Kw. HOUR. 
Fl(. 2. Panona Turbine Cum. 

is regulated entirely by throttling the steam, as examination of the 
diagrams shortly to be referred to will make evident. 

Curve for the Parsons Turbine. — In Fig. 3 is a diagram show- 
ing graphically the rate of steam consumption of the 1,250 Kw. 
W est inghouse- Parsons turbine, tests on which were summarized 
in Chapter IX. The curve in this diagram resembles that in 
Fig. 1 for the Corliss engine. The point where the by-pass opens 
is clearly defined, and it is the action of this by-pass which gives 
the resemblance in this curve to the steam-engine curve. If there 
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were no by-pass the turbine would not be able to carry a load 
above 1,500 Kw., and we should have a curve extending from 
A to B, simply, like the lower part of the engine curve. The gov- 
ernor in this t)'pe of turbine is virtually a throttling governor and 
the rate of steam consumption gradually decreases, as the load 
increases, until the by-pass opens, when the rate increases, since 
the steam which enters the low-pressure end throi^h this valve is 
not used to so good advantage. 

Curves for Titrbines of the Rafeau Type. — In Fig. 3 is a steam 
rate curve for a Rateau turbine, plotted from Table XII., Chap- 
ter IX. This turbine, also, is regulated by a throttling gov- 
ernor and the curve resembles the sections from A to B ot the 
Corliss enpino. and the Parsons curves. Figs. 1 and 2. The most 
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ici)iiornic;il. ami :il?o llie maximum, load carried by the Rateau 
tiirliiric is at imint ./, at the upper end of the curve, Fig. 3. The 
normal li>acl is at point C. and the fractional loads are at the suc- 
cessive points i\ulicatc(l. Turbines of this type cannot be strictly 
said to iiavf ovi'rload capacity, and their normal rated load must 
be fixed at some ]Kiint below tlie most economical load, in order 
to fjive tlie machine the equivalent of overload capacity. Pro- 
fessor Rnlvan. however, has proposed the use of a by-pass valve. 
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in which case the performance in respect to variable loads would 
be substantially the same as in the Parsons type fitted with this 
device. 

In Fig. 4 are three curves plotted from tests in Chapter IX. 
on the 400 Kw. Westinghouse- Parsons turbine, given in Table 
XVI,, the Rateau turbine, Table XII., and the Zoelly turbine, 
Table XIII. The curves are placed in their correct relative posi- 
tions so that comparisons can be made. It should be noted that 
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LB. STEAM PER E.H.P. HOUR. 
Fig. 4. 

the Rateau and Zoelly curves are based on the electric horse- 
power and are modified somewhat by the efficiency of the gen- 
erator, while the Westinghouse curve is based on brake horse- 
power. The similarity of the curves, however, will be apparent. 
Curve for the Curtis Turbine. — This turbine operates under 
boiler-pressure steam at all loads, the governor changing the noz- 
zle area instead of reducing the pressure in the steam chest, as in 
the other types mentioned. In Fig. 5 is a curve plotted from the 
Curtis turbine tests of Table XIV. The least steam consumption 
occurs at the normal load of 500 Kw., and above normal load the 
curve bears to the right to point a, just as in the steam-engine 
curve. Fig. 1 ; though theoretically it should continue up to point 
b. From ^ load to 1 '4 load the change in steam consumption is 
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but from ^5 load to J4 load it is rapid. The increased 
Jns 1 at light loads in this turbine is due to internal losses, 
such . lion, diffusion and eddjing of the jets, radiation, etc., 
which nearly constant and therefore absorb a larger pci- 
cenl :he power at light loads than at heavj- loads. Com- 
pari curve with that of the Rateau turbine, we find the lat- 
ter Tcaa s that part of the Curtis curve l>"ing between a point 
at aboi s load and \i toad. The upper part of t!ic Curtis curve, 
where re is considerable variation in power with only slight 
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STEAM PER K.W. HOUH, LB. 
tit. S. Curtli Turbln* Curr*. 

curve. This is explained by the fact that in the Rateau, or any 
turbine which governs by throttling only, there are not only the 
constant internal losses just mentioned in connection with the 
Curlis turbine, but there are also losses due to the throttling of 
tlu> steam, and the two together cause the steam rate to increase 
mrjrc rapidly with a drop in load than in the Curtis turbine, where 
ihv steam is not throttled. 

Ciinr for the De Laval Turbine. — In the De Laval turbine con- 
dilinns are very similar to those found in the Curtis turbine. 
While regulation for small changes in load is effected auto- 
matically by throttling, for wide variations in load the several 
steam nozzles arc opened or closed by hand, as required. Two 
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curves are plotted in Fig. 6, one for the last series of tests in 
Table VII. and one for the first series in Table VIII. in Chapter 
IX. The De Laval curves have the characteristics of the Curtis 
curve, but in these cases, at least, the De Laval turbine will evi- 
dently run at proportionately lighter loads without marked in- 
crease in steam consumption. 
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Results of Turbine and Engine Tests Under Variable Loads. 

Data for Performance under P'ariable Loads. — Having 
studied the characteristics of different types of turbines under 
varying loads, it is now in order to institute comparisons be- 
tween reciprocating engines and turbines under these conditions. 
For this purpose figures will be given from the results of a num- 
ber of tests upon engines of different types. The tests selected 
for the purpose are those enumerated below, numbered from 1 to 
C for convenience in reference. 

1. A slow-running, simple Corliss engine of 150 horse-power at Creusot. 
Steam pressure, GO pounds ; vacuum, 27 inches ; revolutions, 60. Tests re- 
ported in Peabod/s Thermodynamics. 

2. A simple, non-condensing Corliss engine with two 16-inch cylinders, 
42 inches stroke. Pressure, 100 pounds ; revolutions, 86. Quoted in 
Engine Ttstt by Geo. H. Barms. 

3. A tandem-compound, condensing Buckeye engine, 160 horje-power. 
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Cylinders, 11 and 19 by 24; revolutions, 160. Tests given by A. K. Mans- 
field, Proc. A. S. M. E., 1897. 

4. A McEwen, tandem-compound, non-condensing, high-speed engine. 
Cylinders, 9 and 16 by 14; pressure, 112 pounds; revolutions, 265. Tested 
by Prof. R. C. Carpenter, Proc A. S. M. E., 1893. 

5. A Fleming, four-valve, tandem -compound, condensing engine, of 
500 horse-power. Cylinder ratio, 1 to 7.33; pressure, 150 pounds. Re- 
ported by B. T. Allen, Proc. A. S. M. E., 1904. These tests have been 
criticised because the steam pressure was allowed to drop in the boiler at 
light loads. It is probable, however, that this variation did not greatly 
affect the results, since the high-pressure admission valves throttled the 
steam at light loads, so that full boiler pressure could not have been real- 
ized in the cylinder in any case. 

6. A Rice and Sargent, compound engine (Corliss type) with cylinders 
20 and 40 by 42 inches. Steam pressure, 150 pounds; vacuum, 28 inches; 
revolutions, 120. Tested by Prof. D. S. Jacobus for the builders. 

In obtaining figures from the tests upon the above engines, and 
also from the turbine tests in this chapter, the method followed 
has been to plot curves for the rate of steam consumption under 
varying loads, and from those curves to take the figures at such 
points as were desired. For example, the results of an engine 
test might not give the steam consumption at exactly half load, 
but by plotting the curve for such results as were given, the half- 
load consumption could be approximately determined. Figures 
will be given without showing the curves, except where they have 
previously been printed.* 

•The figures given below are the tabulated results from which the curves for the 
engine tests were plotted. Of each group of figures, the first column contains the 
indicated horse-powers and the second column the corresponding steam consumptions 
in pounds per horse-power hour. 



Engine 


No. I. 


Engine 


No 2. 


Engine 


No, 3- 


194 


18.6 


342.4 


25.91 


200.5 


17.55 


175 


17.7 


287.1 


25.39 


172. 


16.3 


150 


17.3 


222.2 


25.83 


153.7 


17.1 


117 


17.6 


146.2 


31.43 


140.9 


17.65 


91.7 


18.5 


100.4 


38.38 


135.9 


17.76 






37. 


73.63 


103. 
89.5 
55.1 


18.2 

18.25 

24.1 


Engine 


A'<?. 4. 


Engine 


No. 5- 


Engine 


No. 6. 


126. 


21.2 


553.49 


12.73 


1,004.3 


12.75 


11R.4 


20.3 


501.55 


12.66 


853.3 


12.33 


100.6 


21.7 


348.28 


12.33 


819.6 


12.55 


95.1 


19 1 


321.54 


13.59 


627.4 


12.10 


80.5 


18.9 


87.07 


14.42 


491.4 


13.92 


61. 


19.69 






339.7 


14.58 


44. 


20.7 










27.2 


23.11 
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The turbine tests selected for comparison are the following, 
taken from data in Chapter IX. : — 

No. 1. 300 H. P. De Laval. Fourth test in Table VII., with superheated 
steam. Results in terms of electrical horse -power. 

No. 2. 300 H. P. De Laval. First test in Table VIII., with saturated 
steam. Results in terms of brake horse-power. 

No. 3. 500 H. P. Rateau. Table XII. Results in electrical horse- 
power units. 

No. 4. 500 H. P. Zoelly. Table XIII. The results in the table were con- 
verted into terms of electrical horse-power before plotting curve. 

No. 5. 500 Kw. Curtis. Table XIV. Results in pounds per kilowatt 
hour. 

No. 6. 500 Kw. Curtis turbine at Newport, R. I. The figures for this 
machine were taken from a curve plotted from the results of tests by 
Geo. H. Barrus and given in a paper by W. L. R. Emmet before the 
Engineers' Club of Philadelphia, in March, 1904. 

No. 7. 1,250 Kw. Westinghouse-Parsons, with by-pass valve. Table 
XVII. Results in terms of kilowatts. 

No. 8. 400 Kw. Westinghouse-Parsons. First and third tests. Table 
XVI., one with superheated steam and one with saturated steam. Re- 
sults in terms of brake horse-power. This turbine had no by-pass. 

Comparison of Tests under Variable Loads, — One way of com- 
paring tests under variable loads is to set a percentage limit for 
the rate of steam consumption and then determine how great a 
variation in load the engine or turbine will permit without ex- 
ceeding this limit. 

The author has assumed a limit of 10 per cent increase in the 
rate of steam consumption above the most economical rate, and 
then determined the approximate variation in power for each 
turbine or engine, corresponding to the 10 per cent variation in 
the steam rate. 

The variation in power was found in per cent of the maximum 
power developed by each turbine or engine, and is as follows : 
Turbine No. 1. Variation in power, 55% of maximum power. 
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^apter IX.* Fortunately the tests upon this engine included a 
■^Wrd of the electrical output, from which the rate of consump- 
'lon per electrical horse-power hour could be calculated, enabling 
**"■«[ comparisons to be made with turbines without having to 
a'fow for the efficiency of the apparatus. 
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Deductions from Curves of Fig. f. — The Curtis turbine pro- 
duces the flattest curve, while there is not much to choose between 
the Rice and Sargent and the Westinghouse curves, so far as this 
feature is concerned. In point of economy, the engine is easily in 
the lead. This engine, however, has proven itself to be excep- 
tionally economical, while the 500 Kw. Curtis turbine as then 
constructed had only two stages and would not run with as low 
steam consumption as the larger, three- or four-stage machines. 
It would lead to erroneous conclusions to accept this diagram too 
literally as an example of what may be expected from engines and 
turbines in general, when operating with variable loads. The dia- 
gram is a significant one. however, and inevitably leads to the 
conclusion that a compound Corliss engine is able to hold its own, 
in comparison with turbines, provided the variation in load is not 
over 40 or 50 per cent above or below normal load. 

Engine Performance from an Operatii'e Standpoint. — In con- 
nection with the above comparisons of turbines and engines under-^ 
variable loads, the author wishes to point out two importan»- , 
facts : First, that the water rate load curve of an engine does no .^ 

represent its true performance where the load is rapidly flucr ; 

tiiating. The rapidly changing cylinder conditions that exi^^s 
when the load is fluctuating lead to increased condensation ani^^ 
consequent waste of steam that does not occur when an engine 
under test at certain fixed loads. 

Second, that in the tests quoted the overloads were not m<:^~ ^ 
than .'iO per cent above normal load and in most cases were I f'— == 
than this. In one way this adds to the interest of the comparisc* -mn 
because it shows what turbines will do within ranges of load unci^ 
which reciprocating engines generally operate ; but in another v>^^y 
it is not fair to the turbine, because the practice now is to desig-^i 
turbines to carry much heavier overloads than can the steam er-»- 
gine. It is not usual for engines to rim with loads greater tha. »i 
.50 per cent in excess of their normal load, it being advisable c ^i 
put in a larger engine when this point is reached. Corliss engine^' s 
fitted with two eccentrics can carry overloads as great as 10 ^* 
per cent, provided the vacuum can be maintained, but not wit!^^ 
good economy. The tendency always is to install a slea' 
engine large enough to safely handle Ihc overloads, and then let 
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operate at an average load considerably below the normal load for 
the balance of the time. This is illustrated in a striking manner 
by tests made by students of Cornell University upon 35 street 
railroad power plants during a period of 12 years. These results 
have been gathered by Prof. R. C. Carpenter and grouped accord- 
ing to the type of engine.* There were eight tests of compound 
condensing engines of the Corliss and similar types, and the main 
results of these are given in Table I. They show the same char- 
acteristics as the others of the 35 tests, not quoted here. 



Table I. 

Summary of Tests on Compound Condensing Engines of the Corliss 
AND Similar Types, in Street Railway Plants. 



H. P. of • 
Engine. 


Steam per 
1 H. P. 


Mean 


Per cent of 


Observed 


Mean H. P. 


per Hour. 


H. P. 


to Capacity. 


8» 


28.7 


482 


58.2 


1,000 


21.9 


277 


27.7 


1,000 


20.0 


814 


81.4 


850 


16.04 


183 


52.2 


600 


16.90 


290 


68. 


2,000 


14.50 


814 


40.7 


200 


17.30 


145 


72. 


1,000 


20.60 


• • • 


• • • ■ 


Average 


18.80 




48.6 



Taking the average results, the average load on these engines 
was less than half their normal load, and they were running day 
in and day out on a steam consumption of 18.80 pounds per horse- 
power hour, instead of the 13 or 14 pounds that similar engines are 
capable of at normal load, if in good condition. 

How the Turbine Improves upon Engine Performance, — What 
is the answer of the turbine to this condition of affairs? The 
turbine, first of all, is not subjected to serious losses from internal 
condensation and under a rapidly fluctuating load should show 
nearly the same economy as indicated by the water rate load 
curve. This is of great importance in street railway work. 

Second, the results that can be secured with a turbine under 
heavy overloads are indicated by a test upon a Westinghouse- 

*Siblgy Journal of Engimering, December, 1904. 
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Parsons 400 Kw. turbine, by F. P. Sheldon & Co., mechanical 
engineers, Providence, R. I. 

This turbine showed the usual results under loads varying from 
yi to lyi the nonnal rating; but in addition — ^and this is the im- 
portant points-demonstrated its ability to carry an overload of 
100 per cent with an increase in the rate of steam consumption of 
less than 10 per cent. 

Table II. 

Performance of Westinghouse-Parsons Turbine Under Variable 

Loads, Including Heavy Overloads. 

Steam Pressure /fo Lb. Absolute: Vacuum zS Inches. 



Load on 
Turbine. 



Sieam Consumption— Pounds 
per B. H. F. per Hour. 



Saturated Steam. 



% I^ad 

^ Load 

Full Load 

1% Load 

lYt Load 

100 ^Overload. 



15.88 
15.05 
13.89 
13.85 



Steam Superheat- 
ed 100 Degrees. 



13.45 
l-i.48 
12.41 
12.79 
13.55 



The meaning of this is that a turbine can be installed withi 
reference to the average load that it has to carry, instead of 
with reference to the maximum load, as in the case of the steam 
engine, and then trust to the by-pass to take care of the overloads. 
The turbine will then be operating at or near its point of best 
economy most of the time, and being of smaller power than a 
steam engine for the same work, will not, at light loads, drop to so 
small a percentage of the normal load as will the steam engine. 
The recent practice of encasing the turbine generator and cooling 
it with forced air circulation makes the generator amply able to 
handle overloads and the generous condensing systems used with 
turbines should preclude a serious drop in vacuum under excessive 
overloads. 

Taking into account the operative conditions of engines and 
turbines as they exist, the author is inclined to the opinion that 
the turbine will surpass the engine under fluctuating loads. This 
conclusion applies directly to the Parsons type, fitted with a by- 
pass valve. Enough data have not been published in respect to 
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the Curtis and other tjpes to show how the matter stands with 
them, although the guarantees made by the builders of the Curtis 
turbine are all that could be desired. 



The Effect of Vacuum Upon Economy. 

In the operation of a steam engine, it is customary to run with a 
vacuum of about 26 inches in the condenser. While a higher 
vacuum is slightly advantageous from the fact that it reduces the 
back pressure upon the piston, the reciprocating engine is not 
capable of taking full advantage of the increased vacuum, as ex- 
plained in the chapter upon condensers. In a turbine, however, 
steam can easily be expanded to the volume corresponding to the 
lowest pressure attainable in a condenser, and the effort is made to 
run with a vacuum of 28 or 29 inches. 

We are now concerned with the gain in economy resulting from 
this higher vacuum, or what is more to the point, with the loss in 
economy due to a reduction in the vacuum below the usual figure 
of 28 inches at which turbines are designed to run. While nearly 
all turbine tests are made with a vacuum of 2S or 29 inches, and 

Table III. 

Economy of 750 Kw. Westinghouse-Parsons Turbine with 26-Inch 

AND 28-lNCH Vacuum. 



Approximate Load 
in E. H. P. 


Pounds Steam per 


E. H. P. per Hour. 


Increase in Steam 


With 28- Inch 
Vacuum. 


With 26- Inch 
Vacuum. 


Consumption Due to 
Low Vacuum. 


1,500 
1,100 

776 

600 

T 

1,600 

1,275 

1,<26 

585 


Tests zvi't/t Sa 

13.90 
13.76 
14.65 
15.96 

ests wtth Steam Su 

11.50 
11.42 
11.79 
18.85 


turated Steam. 

14.78 
15.06 

iti.6:i 

18.35 

per heated 130 Degre 

12.98 
13.06 
13.18 
16.04 


6.3 per cent 

9.5 per cent 

18.4 percent 

16.0 per cent 

es. 

12.9 per cent 
14.3 per cent 
11. 8 per cent 
16.8 per cent 


Average kesults with 
Saturated Steam . . . 

Average Results with 
Superheated Steam 

• 


14. o9 
13.81 


16.19 
12.14 


10.9 per cent 
18.7 per cent 
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figures are usually quoted on this basis, it is not always, and we 
doubt if it is usually, possible to maintain so good a Tacaum in 
commercial operation. Accordingly, what we want to know is, 
how much the steam consumption of a turbine will be increased by 
this drop in vacuum. 

Turbine Tests with Different Vacuums, — ^The most complete 
tests of turbines under different vacuums have been made at the 
shops of the Westinghouse Machine Company, and are reported ia 
their turbine catalogue.* In Table III. is a summary of tests 
upon a 750 Kw. turbine compiled from this source, and in Table 
IV. is a summary of tests upon a 1,250 Kw. unit 

Table III. gives results under different loads for vacuums of 
28 and 2G inches, respectively, and with both saturated and super- 
heated steam. It is evident that the increase in steam consumption 
is more marked at light than at heavy loads, and the average in- 
crease for the two inches difference of vacuum is 10.9 per cent 
with saturated steam and 13.7 per cent with superheated steam. 

Table IV. 

Economy of 1,250 Kw. Westinghouse-P arsons Turbine with Different 

VACtTMs. Tests wiTir Saturated Steam. 



Pounds Steam per E. H. P. per Ilonr. 



Approximate : j 

Load in E. H. P. ^y,.^jj 28-Inch With ?r-Inch ! With W-Tnch { With 25-Inch 

Vacuum. Vacuum. Vacuum. Vacaam. 



2/01) 



Average Results. . . 

DifTer'.nces 

Per cent Increase 
for Kach inch 
Drop in Vacuum 



14.73 
15.:5 
21.8 



15.22 
17.06 
21.35 



15.79 
18.» 
28.88 



16.» 
18.89 
23.1 



17.43 



18.K8 
1.45 



8.3 



20.21 
1.88 



r.l 



21.06 
0.87 



4.8 



I^crl:a^o in .Meum Consumption on account of Drop in Vacuum from 88 to 26 

inches: 

Load, 2,fXK) E. H. P., Increase = 6.7 per cent. 
Load, 1,2)0 K. H. P., Increase = 16.1 per cent. 
Load, 4 H» K. H. P., Increase = 22.1 per cent. 
.\vi:raj.re Increase = lo/J per cent. 

'Ill a turbine, the benefit derived from a good vacuum is much more than in a 
rccipriicatinj; euKine. every one inch of vacuum between 23 inchef and 28 tnchea 
afioctinif the consumption on an average about 3 per cent in a 100 Kw., 4 per cent in 
a .*500 Kw., and 5 per cent in a 1,500 Kw. turbine, the effect being more at high 
vacuum and less at low. — Hon. Cluis. A. Parsons in a paper before the Institution of 
F*.Icctrical Knpincers, May, 1904. 
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Table IV. gives results under different loads for vacuums 
varying by inches from 28 to 25 inches. The average increase in 
steam consumption when the vacuum drops from 28 to 27 inches 
is 8.3 per cent; from 27 to 26 inches, 7,1 per cent; from 26 to 25 
inches, 4.3 per cent, which shows that the drop from 28 to 27 
inches affects the results nearly twice as much as the drop from 
26 to 25 inches. The average increase, as summarized at the bot- 
tom of the table, for a drop in vacuum from 28 to 26 inches, is 
15.9 per cent. We see from this, and the previous table that a loss 
of two inches of vacuum, below 28 inches, causes in these cases 
an increase in steam consumption of say from 10 to 15 per cent. 
A turbine, therefore, running on 20 pounds of steam per Kw. 
hour, with 28 inches vacuum, might be expected to use from 23 to 
23 pounds if the vacuum was reduced to 26 inches — quite a likely 
condition. 

The diagram. Fig. 8, was plotted from the tests upon the 1,250 
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H. P. turbine and shows the steam consumption at different 
vacuums. Curve A is for the load of 400 H. P. ; curve B foi 
1,200 H. P. ; curve C for 2,000 H. P. ; and the dotted curve D for 
the average of the three loads. This chart shows graphically the 
two facts already pointed out, that a change in vacuum )ias a 
greater effect at light than at heavy loads, and that the effect is 
more marked at high than at low vacuums. 

The Effect of Superheating. 

In the tests upon the De Laval and Parsons turbines in the 
last chapter are data upon the gain (at the turbine) through 
the use of superheated steam. While such results have little or 
no significance, unless computed on the heat-unit basis, it is be- 
lieved to be, and probably is, the case, that superheated steam is 
desirable for turbine use. In the summary of tests upon a 300- 
horse-power De Laval turbine in Table IX., the gain from super- 
heating is about 1 per cent for every eight to 10 degrees super- 
heat. In their report upon the tests of a 400 Kw. Westinghouse- 
Parsons turbine, already referred to, Dean and Main estimate the 
gain from superheating to be one per cent for each 10 degrees, up 
to 180 degrees superheat, which was the limit of their tests. This 
figure is corroborated by Parsons, who, in the paper before the 
British Institute of Electrical Engineers, from which Tables X. 
and XI. are quoted, says, "Every 10 degrees superheat up to about 
150 dep^rces P., affects the consumption about 1 per cent." 

Reason for Gain from Superheated Steam. — ^The gain from 
superheated steam in the turbine comes from reduced friction be- 
tween the rapidly flowing steam and the passages of the turbine, 
and between the steam and the surfaces of the rotating wheels. 
In the steam engine the gain from superheated steam is due to the 
reduction of cylinder condensation, resulting in less loss from re- 
evaporation of this moisture at the lower pressures during the lat- 
ter part of the stroke, and during exhaust. The initial condensa- 
tion of saturated steam entering an engine cylinder is often as 
much as 40 or 50 per cent, and this is partly or entirely prevented 
when the steam is superheated, depending upon the degree o' 
superheat. In the turbine the effect of superheated steam is als 
to reduce condensation, which always occurs when saturates* 
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Steam expands adiabatically, as it is assumed to expand when it 
flows through a turbine. But the walls of the turbine remain at 
so uniform a temperature that there is no opportunity for loss 
through reevaporation of this condensed steam, and the gain real- 
ized must therefore result from the reduced friction, as stated 
above. 

It is fallacious to suppose there is any considerable gain because 
superheated steam has a higher temperature than saturated steam. 
The theoretical or thermodynamic gain from superheating is 
almost nothing. It is true that the heat represented by the super- 
lieat is received at a higher mean temperature than the other por- 
tions of the heat in the steam, and there is a theoretical advantage 
from this fact. The amount of heat received at this high tempera- 
ture, however, is so small, compared with (he amount received 
before superheating begins, as to be almost negligible. One pound 
of saturated steam at 100 pounds gauge pressure contains nearly 
900 latent heat units; and if this steam were then superheated 100 
degrees, it would acquire only about six heat units in addition, in 
spite of its high temperature. 

Practical Considerations, — In the account published in The 
Iron Age, May, 1904, of Barrus' tests upon one of the Curtis 
turbines at Newport, R. I., the reported results with superheated 
steam were not entirely favorable. This station was equipped with 
a separately fired Schmidt superheater and unless the superheater 
Was worked to nearly its full capacity there was a loss from its 
Vise. This is not to condemn a moderate degree of superheating, 
tiowever, such as can readily be realized by the use of superheating 
%ubes in the same setting with a steam boiler, and such, moreover, 
^s can be maintained from day to day in actual operation. The 
author would recommend a turbine plant to be so equipped with 
capacity for superheating 50 degrees. This ensures perfectly dry 
steam at the turbine, which is the main point to be attained, with- 
out trouble from high temperatures. 



Economy with Change in Speed. 

The turbine is a one-speed machine. Its speed cannot b 
changed from that at which it is designed to run without serioi 
loss in efficiency. The speed of the rotating buckets must bear 
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definite relation to the velocity of the steam, as determined by the 
proportions of the turbine, or otherwise there will be disastrous 
impact of the steam against the vanes. In the Curtis turbipe at 
the Newport station, tests were run to determine the variation in 
steam consumption with a variation in the speed. At 1,900 revolu- 
tions per minute, the water rate per kilowatt hour was about 
19.75 pounds; at 1,600 revolutions, about 20.75 pounds; at 1,300 
revolutions, about 22.7 ; and at 1,000 revolutions, about 27 pounds. 
This shows that at first the decrease in speed produced only a 
small eflfect on the economy; but later, as the slower speeds are 
reached, the steam consumption increases very rapidly. 

In a paper upon steam turbines* by Ernest N. Jansen, tests are 
quoted upon several turbines running with varying speeds. With 
a 400 Kw. Westinghouse-Parsons turbine at 1,800 revolutions per 
minute, or half of the designed speed, there was an increase o£ 
25 per cent in the steam consumption. 

* Published in the Journal of the Society of Naval Architects, 1904. 



CHAPTER XI 

EXPERIMENTS ON THE FLOW OF STEAM. 

Napier's Rules for the Flozv of Steam. — R. D. Napier was one 
oi the first experimenters to secure results of value on the flow of 
steam. He published data in 1866 to show that when steam flows 
through a cylindrical nozzle having a rounded inlet the weight dis- 
charged in a given time depends only on the initial absolute pres- 
sure, so long as the absolute pressure against which the nozzle dis- 
charges does not exceed %o oi that pressure. Thus, if steam 
flows from a pressure of 100 pounds absolute to a pressure of 60 
P^nds absolute, the weight discharged in a given time will be 
Practically the same as though the nozzle were discharging at some 
wer pressure, as into the atmosphere, or into a partial vacuum. 

■ff , however, the final pressure is more than 60 pounds, the 
^^^Sht discharged will be less than before and will become very 
'''^Qli less as the difference of pressures decreases. 

•*-^ the London Engineer for November 26 and December 3, 
ioS^^ Professor Rankine reviews Napier's work and presents one 
^lie best theoretical discussions of the flow of steam that has been 
P^olished. He concludes that the formulas given below, commonly 
^^wn as "Napier's Rules," will give a rough approximation of the 
^^ight of steam discharged through a conoidal converging nozzle. 
^^ rules also apply in the case of short, cylindrical tubes with 
^^^^nded inlets. 

X.et fr=flow in pounds per second. 

^j=higher pressure .and p2=^\oy/er pressure, both in 
^^^iinds per square inch absolute, and 

a=area of orifice in square inches. 

Case I. — ^Lower absolute pressure equal to or less than %<> of 
higher absolute pressure : 

Pi a 
W= — (1) 
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Tablk I. 

Brownlee's Experiments on the Flow Through 
Cyliniirical Okifices. 





Absolute 


Pressure 


Calculated 


Flow of 




against 


vekcity at 


steam in lbs. 




pressure 
in boiler, 
lb. sq. in. 

1 


which nozzU- 
discharKed, 


throat of 
nozzle in 


per minute 
per sq. in. 




lb. sq in. 


f I. per Fee. 


of orifice. 

A 




i 
75 


■» 
74 


•> 
2.» 


10.68 




:& 


72 


m 


88.36 




7.'i 


70 


521 


&5.93 


First Group. 

Constant initial 

pressure. Variable 


76 
76 
76 
75 


65 
60 
50 
45 


749 

»•« 

12^-.2 

1401 


48.38 
56.18 
64.0 
05.24 


final pressure. 




( 43.46 ' 

1 58 per ct. S 








76 


1446.5 


66.3 




75 


15 


1446.5 


05.3 




76 





144(i..j 
14S1 


65.3 




105 


14. « 


140.46 




135 


i*. 1 


14.2 


115.61 




115 


1 1. 1 


UlK) 


98.76 


Second Group. 


W 


1-t. 1 


14M 


77.94 


Variable initial 


70 


14^ 


1441 


61.07 


pressure. Constant 


50 


14.7 


1429 


41.06 


final pressure. 


40 


14. 1 


1419 


as. 18 




30 


I"*. 1 


1408 


86.84 




25.37 


14.7 1 
I 5S per ct. \ 


1401 


22.81 



In the second group the higher pressure drops instead of being 
constant as before, and as the lower pressure is in each case less 
than %o of the higher pressure, the flow should decrease at the 
same rate that the hijg^her pressure drops, which 'is actually the case. 

Another lesson to be learned from Brownlee's table is that the 
velocity of flow is practically constant when the lower pressure is 
%o OT less of the upper pressure. In column 3, the velocity is cal- 
culated to be from about 1,400 to 1,480 feet per second when the 
lower pressure does not exceed %() of t!ie higher pressure. A 
value of 1,450 feet is a fair average, and sometimes it is said in 
round numbers that steam will discharge from either a converging 
or straight nozzle at the rate of 1,450 feet per second when the 
lower pressure is %o or less of the upper. 

Flow Through Cylindrical Nosdes. — Experiments were made 
by L. H. Kunhardt, class of 1889, Massachusetts Institute of Tech- 
nol(^:y, under the direction of Prof. C. H. Pcabody upon the flow 



2:o 



STEAM TURBIXES 



of Steam through tubes or mouthpieces J4 inch in diameter. There 
were three mouthpieces tested having inlets rounded with a radius 
L'l 1 inch and straight sections of ji, yi and 1J4 inches, respec- 
tively. The experiments were ccwiducted to find the weight oi 
steam disob.ars^ed for different differences of pressure. The flow 
was then calculated by a theoretical formula based on the principles 
0! :!icr::ux!yna:r.ics. and the results compared, which gave the 
vrv^l\ib".o CvX^rV-cicii: of tiow for the three mouthpieces. The flow 
was a!>v^ cr.v'v.'.aicvl by Napier's formula. 

\\ *:s.v. i::x:or u^s: :::e mouthpieces were screwed into a brass 
.\ir:::: :: Vctwocr. :\vo cast-iron reser\-oirs, in the first one of which 
:'.-o s:vM:v. u.is ::M:r.:a:r.ed a: a constant initial pressure, and in the 
Si\w..: :!.v* prv*>>-.:re was varied. The pressure in the tube was 
•kV-.tv: >\ >T-..'.i:-j: i:::.-^ :::e :*.:be a: the middle of the straight section 
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It is to be observed that the actual flow is larger than that cal- 
culated by the theoretical equation. This equation is based on the 
assumption that no heat is lost to or g^ven up by the tube. But it 
is evident that some heat must have been conducted through the 
walls of the nozzle from the hot steam in the upper chamber to the 
steam passing through the tube, and this may explain why the co- 
efficient of flow is greater than unity in each case. The results in- 
dicate that this transmission of the heat was more than enough to 
overcome any loss from friction in the tube. 

For the Iwigest tube Napier's rule gives results greater than the 
actual weight of steam passing through the nozzle, and for the 
short tubes the results calculated by Napier's rule fall below the 
actual. This shows the greater effect of friction in the longest 
tube. The largest discrepancy between the actual results and those 
given by Napier's formula is about 3 per cent. 

TTie pressure in the tube ranges from .58 to .64 of the upper abso- 
lute pressure and is more for the long tube than for the shorter 
^^es, and is also slightly more for the high pressure tests with 
^'^e short nozzle than for the low pressure tests. The question of 
^h^ pressure of steam at or near the throat of the nozzle has an im- 
portant bearing on the design of a nozzle. These tests and others 
^^t. to be quoted show that the throat pressure does not vary widely, 
^^d that it lies between .5 and .7 of the upper absolute pressure, or 
^^ a mean of about .6. Theoretically it should be .58 of the upper 
'^sure. 

■^periments on the Discharge of Steam Through Orifices, by Strick- 
land L. Kneass.* 

These experiments were completed in 1890 at the works of 
M^illiam Sellers & Co., Inc., Philadelphia, in connection with their 
^team injector work. Their object was to determine the behavior 
^f steam within a discharging nozzle, and the extent to which the 
^^rminal velocity is affected by changes in the proportion of the 
tube- The nozzles tested were 8mm. (.31496 inch) internal 
diameter at the throat, and 34mm. (1.34 inches) long. The other 
^mensions of the nozzles, however, were varied. The tubes were 
^lonnected to the steam supply by a 2-inch pipe and care was taken 

*Proceedinsn of the Engineers' Club of Philadelphia, July, 1891, from which the 
following abstract waa prepared. 
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to secure dry steam. In order to determine the pressures within 
the nozzle seven small holes were drilled equal distances apart in 
the walls of the nozzle, commencing at the point where the curve 
of approach becomes tangent to the cylindrical barrel of the tube. 
Each of these apertures had gauge connections at the outer end, 
and the holes not in use were closed by plugs. (See Fig. 1.) A 
small searching tube was used for finding the internal pressure of 
the jet at points beyond the end of the nozzle. The tube was closed 
at one end and had holes drilled in one side near the end. The 
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Pig. 1. Method of Measuring Pressures. 

Other end of the tube was connected with a gauge, and by placing 
the tube concentric with the axis of the nozzle and sliding it to 
different positions the pressures could be determined. Since the 
tube changed the relation of the areas of the different sections of 
the nozzle in which it was inserted, the nozzle was made of pro- 
portionately larger diameter to compensate for this, when the tube 
was used. 

Mr. Kneass was the first in this country to make systematic in- 
vestigation of steam discharge through nozzles. The questions of 
internal pressures, the relation between length and terminal 
velocity, and the taper and shape of nozzles were carefully gone 
into. 

n.rplanation of Diagram. — The diagram, Fig. 2, shows a longi- 
tudinal cross section of each of the five nozzles tested. The vertical 
lines, /, 2, J, 4, etc., cutting each nozzle pass through the points 
at which the pressures were measured. Below each nozzle secti(xi 
are plotted pressure curves passing through points corresponding 
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Tests liith No2sle No. 2. — In this nozzle, diverging with a 
straight taper of 1 in 10 in diameter, the throat pressure falls to 
about %o c^f the initial and is very nearly the same as the terminal 
pressure in the cylindrical tube. With high initial pressure the ex- 
pansion line approaches the hyperbolic curve and discharges very 
close to the atnK)spheric line, while the GO-pound curve falls even 
into the vacuum lines and issues from the tube in a jet that con- 
tracts to a smaller diameter than that of the orifice. This phenome- 
non occurs with the 30-pound and 20-pound lines within the con- 
fines of the nozzle and the pressure at the mouth is greater than 
that at the fifth orifice. This shows that for these lower pressures 
there is a loss in efficiency in going beyond this point of maximum 
expansion, and that the discharging jet would have higher terminal 
velocity if the tube were made shorter. When the jet expands 
H'ithin the nozzle to a pressure lower than 15 pounds absolute, 
Acre will be a contraction of the jet after leaving the tube, due 
to the pressure of the atmosphere. These important facts were 
probably first noted in this series of experiments. 

An experiment with the 1 in 10 tube, before and after reaming 

^he discharge end with steeper tapers, showed that such change in 

^ne angle of divergence produced no effect upon the steam dis- 

charge of the inlet half of the tube, as the curves of velocity and 

f^^'^ssure are identical for the inlet end of the tube under both 

^^'^ditions. The experiment has also been tried of gradually 

^'^Ortening the tube by cutting sections off the outlet end, and it 

^^s found that the pressures nearer the inlet were not affected by 

'^^ alteration. 

Design of Nozzle No, 5. — In all the straight nozzles there is loss 
^f energy, due to fluid friction, owing to changes in velocity. 
"Mr. Kneass reasoned that these changes in velocity should cause 
*^s loss and internal friction if the acceleration of the jet were 
^ade uniform. Nozzle No. 5 was designed to give constant ac- 
celeration. The pressure at the throat was assumed at its lowest 
theoretical value and the terminal velocity at the highest attainable 
in expanding from 120 pounds to the atmosphere. The tube was 
divided into seven parts and the acceleration calculated. Then, in 
order to divide the work evenly, the expansion was made uniform 
and from these data the area of the tube at each given section was 
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determined. As shown by the diagram, this tube gives superior 
results. 

Deductions from the Velocity Lines. — It will be noticed that, 
notwithstanding the marked differences in initial pressure, ranging 
from 30 to 120 pounds, gauge, the velocity curves for the several 
nozzles, and particularly for nozzle 5, fall very close together. In 
the latter nozzle the velocities at any given point are practically the 
same for all the pressures used. Mr. Kneass finds by analyzing 
formulas of Rankine for the flow of steam that if the ratio of the 
throat to the initial pressure were the same under all conditions, 
there would be a lower velocity for 30 than for 120 pounds initial 
pressure at any given point in the nozzle. It will be seen from 
Table III., however, where this ratio is given for the different noz- 
zles and for the different initial pressures, that its value decreases 
with the initial pressure. In other words, the throat pressure is a 
smaller percentage of the initial pressure when steam is being used 
at a low initial pressure than when used at a high initial pressure. 
This condition, apparently, affects the. velocity at any point in the 
nozzle in a way partially to neutralize the effect of the initial pres- 
sure upon the velocity. This is shown both by the formulas and 
the tests. For example, in nozzle 5, taking the actual throat pres- 
sures as fotmd by the tests, the velocities at point 4 for the different 
initial pressures are found by calculation to vary only by 4 per cent. 

In Table IV. are the velocities of the steam for the different 
points in the several tubes as calculated from the experimental re- 
sults. The variation of the velocity from a tonstant value for all 
the pressures in the table is small. Mr. Kneass states that for 
practical purposes the velocity may be considered constant and a 
simple formula derived for the weight of steam discharged through 
an orifice in a given time which is more convenient to apply than 
the thermodynamic equation. It is based on the assumption of 
constant velocity of discharge and is to be applied where the ratio 
of final to initial absolute pressures does not exceed 0.6. 

Let l^i^=weight in pounds discharged per second, 
a=:area of orifice in square inches, 

d=wtight of 1 cubic foot of steam in its initial condition. 
Then, W=6.19 ad. (3) 
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Table III. 



Ratio of Throat Pressure to Initial Pressure. 
(Both in absolute pressures.) 







« 


Shape of nozzle. 






InitUa 












pressure. 














gauge 








•1 in 6 and 




Special 


lbs. sqr. in. 


Cylindrical. 


1 in 10. 


linO. 


1 in 10— 
mean. 


1 in 5. 


curve. 


190 


.708 


.610 


.606 


.606 


.539 


.517 


90 


.080 


.589 


.588 


.589 


.408 


.520 


00 


.065 


.668 


.668 


.560 


.501 


.508 


ao 


.664 


.SfiS 


.541 


.668 


• • • • 


.507 


» 


.654 


.604 


.558 


.580 


.430 


• • • • 


10 


.676 


.610 


.545 


.606? 


.496 


• • • • 



Table IV. 



Steam Velocities in Nozzles. 



Shape of tube. 



Initial 
pressure 
(gauge). 



Cjrli 



*«>drical. 



^^*ght Uper, 1 in 10. 



St^ 



^ight taper, 1 in 6. 



&v 



^aight taper, 1 in 5. 



^Tiecial curve, uniform 
acceleration. Nozzle 
5. 



Mean tor nozzle 5 (con- 
ttnuous expansion). 



120 
60 



120 
90 
60 
80 



180 
90 
60 
SO 



120 
90 
»0 
80 



120 
90 
60 
80 



Velocity in feet per second. 



Sections of nozzle. 


1 


2 


3 


4 


5 


6 


7 


1105 
1281 


1252 
1291 


1349 
1416 


1368 
1445 


1400 
1513 


1464 
1560 


1500 
1589 



1386 
1541 
1582 
1517 



1662 
1681 
1696 
1626 



1006 



l-w 


2081 


2250 


2.389 


2495 


ltM6 


2246 


2:r8 


216f( 


2601 


1882 


2168 


2272 


2.384 


2459 


1926 


2047 


2235 


2^1 


2235 



2668 
2707 
2601 
2143 



1400 


I'W 


2328 


2500 


26(i9 


2705 


14S3 


1822 


2312 


•-M57 


2664 


2':a7 


1310? 


1960 


23H9 


2476 


2484 


2712 


1518 


1927 


2119 


2380 


2479 


2158 



2a^5 

2867 
2652 
2139 



1504 


2091 


2466 


2632 


2801 


2910 


1710? 


2062 


2420 


2526 


2646 


2768 


1638 


2071 


2447 


5M83 


2678 


2755 


1509 


2042 


2408 


2216 


2235 


2206 



20^5 
2827 
2505 
2158 



2065 
2060 
2023 
1956 

2028 


2272 
2267 
2216 
2187 


2476 
2462 
2457 
2466 


2»jr)7 
25fi3 
25i>2 
2.331 


2746 
2i>63 
2717 
2206 


2235 


2465 


2o04 


27U8 



2890 
2H23 

2«K1 
2148 

2{)t^ 
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Example, — a=l; initial pressure=100 pounds absolute; 
d=.22n (from steam table). Then, 1^=6.19 XI X.2271=1.405 
pounds per second. This is to be compared with the same example 
solved by equation (1), this chapter, according to Napier's rule. 

Experiments on Steam Jets by Walter Rosenhain.* 

Description of Apparatus, — In this series of experiments both 
cylindrical and diverging nozzles were used, and the velocity of dis- 
charge was measured by the ingenious plan of weighing the re- 
action of the jet upon the nozzle by means of a special apparatus 
Knowing the reaction of the jet in pounds and the weight of stea 
discharged in a given time, the velocity could be accurately deter 
mined.f 

In Fig. 3 is a diagram of the apparatus. A vertical tube, F, 
joined to a steam pipe, D, and sui^ports at its lower end a cylindri 
chamber, H, which has a circular opening for the nozzle. T 
tube, F, is of bicycle tubing, which has sufficient flexibility to all 
the cylindrical chamber to swing freely about the point of su 
port at D. The reaction of the jet is measured by weights plac 
in the scale pan, S, carried by a cord passing over the pulley, 
and attached to the horizontal arm at K, A pointer indicates tf 
movement of the arm and chamber, H, on the scale shown abo 
the arm. Pulley Pisa finely finished steel disk, with ball bearing 
A gauge registers the pressure of the steam in H, In the tests t 
pressure of the steam supplied the appwiratus was controlled, eith 
by varying the boiler pressure or by throttling the steam after 
left the boiler. After the observations of reaction were made, th^ 
discharge was measured in pounds per second under as nearly th^ 
same conditions as possible, the steam being conducted to a surface 
condenser and weighed. 

The formula for the velocity of discharge is based on the ol 

•Proceedings of The Institution of Civil Engineers, London, Vol. CXL., 1900. 

fA series of articles in London Engineering, 1872, upon "Experiments and Ri 
searches of the Efflux of Elastic Fluids," by Wilson, describes a similar method fc 
measuring the velocity o-^ a jet. Wilson's apparatus was elaborate and his testa wo 
exhaustive, but the results are not of value for the present purpose. Another methc 
has been used by Strickland L. Kneass, who arranged the nozzle to discharge again-^^^ 
a delicately balanced parabolic target. The target turned the jet through an angle ^^^ 
90 degrees and the pressure against the target should give a result equivalent to t"*** 
reaction of a swinging nozzle. 
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dple that action and reaction are equal, — the accelerating force 
le jet is equal to the reaction of the jet upcm the nozzle and its 
nber, H, — and may be derived thus : Suppose a force, F, act- 
as a constant pull or push on a free body, to give the body a 
aty of y feet per second at the end of one second. Then, since 




know that gravity, acting on the same body with a constant 
« of W pounds, equal to the weight of the body, would produce 
locity of Z%.% feet per second at the end of one second, we have. 



F:W=V:g, or. 



(4) 
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In applying this formula to the steam jet, we haTe: 

/ '= velocity in feet per second, 

F=reaction in pounds, 

^=acceleration of gravity (=32.2), 
If^=pounds steam discharged per second. 

Table V. 

EXPXRIMBNTAL NOSZLKS. 



No. 


Least 
Diameter. 


Greatest 
Diameter. 


Lenffth. 


Taper. 


//. 
If. A 


0.1878 
0.1840 
0.1866 
0.18O 
0.l88i 
0.1888 
0.1888 
0.1880 


oiiw* 

0.1866 

0.887 

0.868 

0.8B6 

0.841 

0.:S5 


.... 

8.1 

0.5 

1.6 

8.16 

0.70 

0.64 

8.16 


Thin plate 
liBiiO 


II. B 
III. 
III. A 
III. B 
IV. 


lin80 
linlt 
linlS 
linM 
lin80 



The Nozzles Used in the Tests are represented in Fig. 4, 
their dimensions are tabulated in Table V. The nozzles were all 
made with a throat diameter as nearly as possible 3-16 inch in 
diameter, the exact dimensions being given in the table. This is the 
diameter of the nozzles of a De Laval 5-horse power turbine. The 
dimensions of De Laval nozzles of this size for several different 
pressures are given in Table VL, which shows the tapers to vary 
from about 1 in 17 to 1 in 27. Guided by this, the tapers of the ex- 
perimental nozzles were made 1 in 12, 1 in 20, and 1 in 30, which 
gave wide enough latitude for the tests and yet kept reasonably 
close to proportions that had proved satisfactory in practice. 



Table VL 
De Laval Nozzles for 5-H. P. Turbine. 



Presanre 
lbs. sq. in. 



13fi 
1(H) 



Left St 
Diameter. 


Lengfth. 


Taper. 


Inl. 

0.157 
0.le>3 
0.107 

o.arw 

0.2r)6 


Inl. 

1.67 
1.57 
1.57 
1.57 
1.57 


1 in 17.4 
1 in 81.4 
1 in 19.0 
linSQ.O 
1 in 86.0 
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Preliminary Experiments in Weight and Velocity of Flow. — 
As evident in Fig. 4, nozzles //. A and //. B are simply the two 
separate parts of nozzle //., which has a well rounded inlet and a 
taper in the diverging part of 1 in 20. Preliminary experiments 
were run with nozzles /., //., //. A, and //. B, and the results are 
plotted in the diagrams in Figs. 5 and 6. Referring to the former, 






THIN PLATE 




II CONVERQINQ AND OiVERQINQ 





II A 

CONVERQINQ OR 
CYLINDRICAL 



Pf^^^^^^^^^ 



^^^^S'^^^r^^^^':^:^:^^^^ 



^1^^^^^^^ 



n B DIVERQINQ 





III 

DIVERQINQ, SLIQHTLY 
ROUNDED INLET 



IV 

DIVERQINQ, SLIQHTLY 
ROUNDED INLET 



Pig. 4. Nossles Used by Rosenhain. 

which gives the weight discharged per second for different pres- 
sures, nozzle IL, having an easy inlet and an expanding outlet, 
gives the greatest discharge. Next comes the converging mouth- 
piece, //. A, which indicates that the inlet section of nozzle //. is 
more important than the outlet section in its effect upon the quan- 
tity of discharge. The position of //. B so far below /. seems to 
show that the sharp inlet is unsuited to passing a large quantity of 
steam through an expanding nozzle. 

The velocity curves in Fig. 6, on the other hand, show that while 
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the quantity of steam passed by a nozzle depends very considerably 
on the shape of the inlet, the velocity on leaving the nozzle depends 
more on the shape of the outlet portion. This points to the con- 
clusion that the density of the steam at the throat of the nozzle de- 
pends upon the shape of the inlet and that this density is ^eater 
with a well-rounded inlet than with a nozzle having a sharp inner 
edge. 

This accounts for the most conspicuous feature of this set of 
velocity curves, viz., that up to a pressure of about 80 pounds per 





tMC 


^/ 


: 7# 




^^ 


^^ 


"W ^ 



square inch the greatest velocity is attained by a jet from an orifice 
in a thin plate and that above 100 pounds per square inch, //. B, 
having a sliarp inlet, gives a greater velocity than //., which has 
a rounded inlet and the same outlet. Apparently the rounded inlet 
admits a greater weight of steam to the narrowest section than the 
nozzle can deal with efficiently. 

The reason, of course, why the diverging nozzles give greater 
velocities at the higher pressures than the thin plate or the con- 
vei^ng nozzle is that expansion is not complete in the two latter 
at the higher pressures and there is wasted energy. 

Comparing the dimensions of nozzle //. B with the dimensions 
of the De Laval nozzles, it is found to lie midway between the ex- 
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tremes, and hmce two other nozzles were designed, ///. and IV., 
having tapers, respectively, of 1 in 12 and 1 in 30, as previously 
stated. These, however, were made with inlet rounded slightly, 
with small radius, instead of with a large radius, as in nozzle //.; 
this in view of the fact that the preliminary tests had shown that 
when the inlet was considerably rounded the velocity of flow 
would not be as great. 

Tests with Noeale III. — In order to secure information upon 
the best ratio of outlet to throat diameters of a steam nozzle, tests 




were run with nozzle ///. at its original length of 2.16 inches and 
then it was cut down, first to .79 inches and finally to .64 inches 
long. Nozzle ///. B discharged the greatest quantity of steam, 
nozzle ///. slightly less and ///. A the least. The discharge curves 
keep very close together, however, and it is not thought necessary 
to reproduce them herewith, as their mean values very nearly co- 
incide with curve //. A, Fig. 5, for the converging nozzle. The 
velocity curves are given in Fig. 7, which shows nozzle ///. A to 
be the most efficient. Comparing the curves in Fig 7, it seems 
probable that in nozzle ///. B expansion was insufficient and that 
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in nozzle ///. it was too great. It may be supposed that in the lat- 
ter the steam expanded down to atmospheric pressure and then 
flowed through the remaining portion of the nozzle much as an 
incompressible fluid would do, the steam increasing in section at 
the expense of the velocity. (See velocity diagrams, also, in 
Fig. 2.) 

Nozzle ///. A, with 1 in 13 taper, is roughly comparable wiA 
nozzle //. B, which showed up the best of the 1 in 20 tapers, and 
from their velocity curves there appears to be a small difference 
in favor of the 1 in 12 taper. 









""^H 


«f«V-I,L 


rt 


n""T 


T\ 




•> •?? 




















!^^i 


















^ 




^^ 




















^=? 


r^ 














/ 










































/ 




/• 








i" 




























/ 










f"»" 
























1 


/ 


























c 








f 












// 


1 












// 












II 










-^-IL-L 










W \' 












V / 










( 








1 







Tests with Nozzle IV. — It will be noted from Table V, that 
nozzle IV. is so designed as to be directly comparable with nozzles 
///. and ///. A. It has the same length as nozzle ///., but a 
smaller outlet diameter, since its taper is 1 in 30 instead of 1 in IS, 
Its outlet diameter is the same, however, as of nozzle ///. A, but 
its length, of course, is greater. The velocity curves for these three 
nozzles are plotted in Fig. 8. Nozzle ///. gives the poorest results, 
as before, in diagram in Fig. T, and ///, A gives the best results, as 
before, while nozzle IV. falls between. The conclusion has already 
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been drawn that nozzle ///. carried the expansion too far, which 
accounts for its position on the diagram; while as between ///. A 
and IV., both of which expand the steam to the same extent, it is 
very evident that ///. A, which has the taper of 1 in 13, is much the 
superior. 

After experimenting with nozzle IV., Rosenhain measured the 
flow after the nozzle had been shortened by ^ inch at a time, until 
it was cmly .66 inch limg, but the results have no special signifi- 
cance beyond what has been shown by the other tests. 
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Corulusions from Rosenhain's Tests. — Rosenhain ccwicludes 
from his experiments that the most efficient form of nozzle de- 
pends upon how great the pressure is. Up to 80 pounds, gauge 
pressure, an orifice in a thin plate is the most efficient form used 
in these experiments, but this does not imply that it is the most 
efficient form which can be used. 

For high bcnler pressures, an expanding nozzle with inner edge 
only slightly rounded should be used. 

The taper should not be very different from 1 in 12, and the 
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proper ratio of greatest and least diameters is given, according to 
present results, in the following table : 



Steam pressure in pounds per square inch 80 100 



140 



160 

to 

20O 



Ratio of diameters 1.26 



1.26 

to 

1.33 



1.36 1.36 



Rateau's Experiments.* 

Professor A. Rateau, of Paris, the inventor of the Rateau steam 
turbine, has made experiments upon the escape of steam through 
circular orifices. He experimented with the nozzles and the orifice 
shown in Fig. 9, the diameters of which are as follows : 

Nozzle. MalUmeters. Inches. 

A 10.49 .412 

B 15.19 .598 

C 24.20 .954 

D 20.12 .793 



i 







UO.'lO 




i 




!»».«► 



i 



P'"' l^^' =^W^^ 



Pig. 9. Nozzles Used by Rateau. 

Tests with Find Pressure Less than ,58 Initial Pressure, — In 
this series a large number of tests were made, and a few data and 
results for each of the nozzles have been selected from the tables 
published by Rateau and grouped in Table VII. herewith. The 
original metric units and their English equivalents are given. In 
the case of the three converging nozzles the weight of steam dis- 
charged depends only on the initial pressure and is not affected by 

•Paper by A. Rateau upon "L* Ecoulement de la Vapeur D* Eau par Des Tuytrs 
et des Orifices" in the "Annales des Mines," Paris, January, 1902. Since this abstract 
was made this paper has been translated and is now published by the D. Van Nostrand 
Company, New York. 
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Table VII. 
Flow Through Converging Nozzi.ks and Orifice in Fiat Plate. 



Nozzle. 



.■i \ 



Absolute pressures. 



Plow p>er 
s cund = I 



Ratio of I to P. 



Initial P 




9 16 


i3o.ao 


.831 


3.28 


.0-2') 


133.34 


l.«9 


14.62 


10.41 


148. 


.151 


8.145 


.015 


149.<.»il 


8.13 


14.40 


8.46 


1JU.40 


.181 


1.81 


.016 


113 8i 


1.75 


14.67 


1>.I4 


15S.40 


.151 


2.145 


.014 


159. li 


2.26 


14.81 


10.74 


152.70 


4.8'J 


69.b0 


.45) 


ni.»«J 


2.17 


14.-.M 


10.4-3 


14d.a0 


6.93 


h6.80 


.5i'» 


14'J 4i 


».12 


14. 8i 



2.44 


81.6> 


.154 


2.*9 


.033 


38.39 


.517 


14.92 


l.lj 


13.3i 


.127 


1.81 


.110 


17.4ti 


.218 


15.19 


2.13 


41.6! 


.171 


2.43 


.OM 


43.31 


.616 


14.78 


4.01 


57.23 


.235 


8.34 


.035 


5'i.80 


.829 


14.46 


2.97 


42.2) 


.931 


13.70 


All 


4J.76 


M\ 


14.73 


1.19 


16.91 


.644 


9.16 


.541 


17.93 


.255 


15.11 



.0145 
.0144 
.0146 
.0148 
.0112 
.0113 



/• 


9.26 


131.85 


.144 


2.03 


.016 


1«.4^ 


1.8S 


11.31 


8.43 


119.85 


.144 


2.06 


.017 


12.*. U< 


1.74 


n.49 




6.6S 


96. 


.144 


8.03 


.023 


97.97 


1.39 


14.08 




4.48 


63.70 


.0« 


1.27 


.020 


67.01 


.95 


14. IK) 




5.27 


74.9 


.839 


6.&3 


.070 


7»J.52 


1.08 


14..Vi 


k 


5.33 


76.7 


.249 


8.54 


.046 


77.8i 


1.11 


11.44 



.0143 
.0145 
.0147 
.0149 
.0145 
.0144 



.0149 
.M15J 
.0.4^ 
.U145 
.0147 
.0.51 



D 



r 4 04 


67.50 


.182 


26. 8S 


.4-|0 


51.92 


.739 


12.85 


8.86 


64.90 


.9)3 


14.12 


.237 


49.4) 


.703 


12.82 


2.57 


86.58 


.K»8 


13.63 


.37J 


82.85 


.467 


12.78 


8.36 


83.63 


1.88 


19. 5S 


.5S4 


27.13 


.385 


11.50 


4.14 


6S.80 


1.83 


19. 2S 


.321 


51.27 


.728 


12.40 


8.84 


64.60 


1.83 


26. HO 


.43 i 


45.55 


.617 


11.88 


L 2.9i 


42.50 


1.59 


22.65 


..W4 


35.18 


.5 JO 


11.73 



.0128 
.0123 
.0128 
.0115 
.0124 
.0119 
.0117 



the final pressure. This is shown by the last two columns of the 
table, which give the discharge per kilogram, or pound, initial 
pressure, according as metric or English units are taken. These 
columns express the ratio, 

/ Wt. discharged per second per unit area 
P Initial pressure per unit area 

It will be noted that this ratio is very nearly a constant quantity 
except for the orifice, D, in the thin plate, showing that flow 
through the latter does not follow the same law. 
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Rafeau plotted the results of these tests, using as ordinates the 
ratios I/P and as abscissas the discharge per second per unit area. 
He then plotted the theoretical discharge line, using a formula de- 
rived by the principles of thermodynamics, in order to compare re- 
sults. The differences do not usually exceed two per cent. The 
actual discharge was slightly in excess of the theoretical, the mean 
deviation for nozzle A being .012 of the actual discharge ; for noz- 
zle B, .007, and for nozzle C, .003 of the actual. The difference in 
the sizes of the nozzles apparently had no marked effect on the re- 
sults. 

Formula for Weight Discharged. — From the foregoing it is evi- 
dent that a single formula may be employed to calculate approxi- 
mately the weight discharged for all pressures within the Umits of 
the tests, provided the final pressure is not more than .58 of the 
initial. The following is proposed, the form of which is derived 
by theory, but the constants of which are taken from the tests : 

I=P (15.26— .96 log P), 

in which / is the flow in grammes per square centimeter per second, 
and P is the initial pressure in kilograms per square centimeter. 
This may be called the formula of maximum discharge, since it 
gives the greatest quantity that will flow through the nozzle for a 
given pressure. 

In English units it reduces to 

/=.001P [15.26— .96 (log P-l-log .0703)], 

where / is the flow in pounds per square inch per second and P the 
initial pressure in pounds per square inch. 

Example, — Given, P=6.68, metric ; 95, English. 

In metric units, 

7=6.68 (15.26— .96 X.8248) 
=6.68X14.47 
=96.6 grams per square centimeter per second. 

In English units, 

/=.001X95 (15.26— .96X.825) 
=.095X14.47 
=1.374 pounds per square inch per second. 
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Tests with Final Pressure More than .58 of Initial Pres- 
ntre. — Under this condition the discharge depends upon the final 
jrcssure as well as the initial pressure and the results may be rep- 
resented by taking the ratio of the measured discharge to the 
naximum calculated discharge I, obtained by the formulas shove. 
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Fie. 10. 

rhe diagram, Fig, 10, shows two curves, one for the converging 
lozzles and one for the thin plate, plotted on this basis. The or- 
linates represent the ratio : 

Measured discharge when p is more than .58 P 
Calculated discharge when p is less than ,58 P 
iVhere p is the final and P the initial absolute pressure. The 
ibscissas give the ratio p/P. 

Flow Through Orifice in Thin Plate. — Different laws govern 
his case. The discharge does not become the maximum for final 
pressure equal to or little less than ,58 P, but it increases con- 
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l^nerican Society of Naval Engineers for May, 1904. Nozzles, 
'rifices and passages of various forms were tested, the shapes 
hown in Fig. 11 being those best adapted to turbine work. The 
*sts were conducted in groups, in each of which the initial pres- 
iirc was kept constant and the final pressure varied to give the 
esired pressure differences. This, it should be said, is the 
orrect way in which to obtain comparative results and it is 
nfortunate that more experimenters have not adopted the same 
Ian. The weight and velocity of steam flowing from a nozzle 
epend more upon the initial pressure than upon the final pressure, 

Table VIII. 
Comparison of Flow Through Nozzles Shown in Fig. 11. 







Flow in kilogrrams per hour- 


-actual. 


Ratio of flow. 


V.bsolute 


Absolute 
final 












initial 














^ressare 


pressure 










Nozzle 


Nozzle 


CI atmos- 


in atmos- 


NoKKle 


Nozzle 


Nozzle 


Nozzle 


L to 


IIL to 


pheres. 


pheres. 


No. L 


No. IL 


No. in. 


No. IV. 


nozzle IL 


nozzlelV. 


1 


2 


8 


4 


5 


6 


7 


8 





8.8 


88.1 


89.9 


1 

3-2.5 


49.7 


.704 


.65-2 


9 


8.6 


43.8 


66.9 


57.8 


88.8 


.751 


.(.46 


9 


8. 


60.0 


75.8 


77.5 


104.6 


.811 


742 


9 


7. 


• • • • 


94.8 


90.7 


105.4 


• • • • 


.»J0 





8. 


90.0 


106.1 


91.8 


105.6 


.849 


.867 


9 


1. 


95.6 


106.6 


91.8 


105.8 


.880 


.SOD 


7 


6.8 


88.0 


24.7 


80.9 


46.7 


.980 


.6fi2 


7 


6.5 


87.0 


• • • • 


60.7 


':7.0 


• * • • 


.656 


7 


6. 


68.9 


61.8 


65.5 


88.4 


.^80 


.785 


7 


6. 


68.8 


78.6 


^2.0 


82.8 


.Kl 


.879 


7 


4. 


78.0 


f6.9 


• . . . 


• • . . 


.^51 


• • • • 


7 


1. 


74.8 


64.8 


'.2.7 


88.1 


.8t2 


.878 


5 


4.8 


«... 


21.6 


20.9 


35.6 


• • • ■ 


.590 


6 


4.6 


81.9 


• • • • 


89.8 


69.9 


• • • • 


.666 


5 


4. 


48.5 


49.4 


50.5 


61.0 


.861 


.829 


5 


8. 


58.8 


60.0 


51.5 


• • • ■ 


.876 


• • • • 


6 


1. 


54.8 


68.0 


51.2 


60.6 


.864 


.849 


8 


8.8 


• • ■ • 


15.8 


17.8 


899 


• • • • 


.595 


8 


8.6 


84.6 


89.2 


29.2 


86.8 


.842 


.794 


8 


8. 


• ■ • • 


85.8 


31.2 


• • • • 


• * • • 


• • • • 


8 


1. 


88.7 


38.8 


83.1 


37.0 


.852 


.868 


8 


1.8 


• • • • 


12.2 


14.1 


21.4 


• • • • 


.660 


8 


1.6 


17.4 


21.4 


19.9 


24.8 


.815 


.826 


8 


1. 


88.7 


2i.9 


80.6 


24.1 


.911 


.855 


8 


.118 


• ■ • • 


24.9 


• ■ • • 


• • • • 


• • • • 


.... 
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and tests in which the final pressure is kept constant and tbe 
initial pressure varied are not as sadsfactor}'. 

The two tables herewith were compiled from the results of 
about oOO tes:s recorded in the article mentioned. Table VIII 
is arrangevi to show the weights of steam discharged by cadi 
KOij'.e for dinerent initial pressures and pressure differences. 
The r^rs: six colur::ns are from the original data and the last two 

Table IX. 
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coltnmu were calculated by the author to facilitate comparisons. 

Table IX contains certain data and results changed into English 
mitt and is arranged for the purpose of comparing the rate of 
fiow fmn the straight and diverging nozzles, Nos. 2 and 4, with 
nnmded inlets. 

Investigations of Dr. C. E. Lucke. — In a paper presented before 
the American Society of Mechanical Engineers in January, 1905, 
Dr. Ijicke of Columbia University records the results of ex- 
periments showing the pressures and temperatures of steam when 
'''ving through a divei^ng nozzle such as is used in a De Laval 
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turbine. While no conclusions can be drawn from these ex- 
periments at present, owing to their incomplete state, the results 
indicate that the present method of converting the heat of steam 
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into kinetic energy in a nozzle may be less efficient than supposed, 
and that the commonly-accepted theory of the flow of steam 
through orifices does not conform to practice. In any case the 
tests show that further investigation is needed before we can 
assert that the passages of a steam turbine have been designed 
along the most successful lines possible. 

In Fig. 13 is a sketch giving the dimensions of the nozzle. 
The pressures at the different points within the nozzle were 
determined in the usual manner by means of searching tubes. 
These were made in three different ways — one having an opening 
opposed to the current, one with the orifice opening in the 
direction of the current, and the third with the opening in the 
side of the tube. As a matter of course these three tubes gave 
widely different results, and it seems better, for the sake of 
comparison with other experiments, if for no other reason, to use 
the results obtained with the latter form of tube, since this is 
the t>-pe employed by other experimenters. 

In the diagram. Fig. 12, are four curves showing the variation 
of pressure at different points within the tube, starting at initial 
pressures of lU.Tt?, 84.7*2, Ti.7*2, and 54.72 pounds absolute, respec- 
tively. The nozzle discharged against atmospheric pressure and 
was evidently designed for a greater pressure range of steam than 
was used. It will be noted that in each case the steam reaches at- 
mospheric pressure midway between the inlet and outlet sections of 
the diverging ponions of the nozzle, after which the effect is to 
cause what we have previously called "over-expansion" of the 
steam, tlie pressure dropping to 10 pounds absolute and then 
rising again to atmospheric pressure as the outlet of the nozzle is 
reached. 

The theoretical critical point of oS per cent of the initial pres- 
sure is not reached until a point about .12 inch from the throat 
is reached, represented by the line .vv. The points in the different 
curves at which the pressure is r»S per cent of the initial pressure 
fall ver\' nearly in the sa:"ne vertical line. The actual throat pres- 
sures 3Lt A, B, C, and D are nuich hisrher than this. 

Temperature PtVi'rr;::j.M*rV;.\c. — In Fij::. i:> is a diagram repre- 
senting temperatures at dilterent points in the nozzle for steam 
having an initial pressure of S k72 pounds. The measured temper- 
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atures are represented by line A. The temperatures were deter- 
mined by means of a thermo-couple of thin nickel copper wire 
■which was stretched through the nozzle. It will be seen from the 
<^lfram and also from Table X. that the steam was superheated 
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throughout the entire length of the nozzle. Because of throt- 
tling at the point of approach, the steam was superheated slightly 
at the start and remained so until it discharged. Line B shows 
the amount of superheating at different points, and indicates 
that the superheat increased to about the middle of the diverging 
part of the nozzle and then gradually decreased. 

In the last column of Table X. is given the number of thermal 
units in the steam just before it enters the nozzle and at the point 
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CHAPTER XII 

STEAM AND ITS PROPERTIES. 

It is the purpose of this chapter to place before the reader the 
definitions, data, etc., which form the basis of steam calculations 
in steam turbine work. Such calculations pertain mainly to the 
flow of steam and to steam nozzle design, which are treated in the 
next chapter. 

The following is a list of the symbols and their meaning which 
appear in this and the succeeding chapter. 

Notation (Engush System Assumed). 

^=absolute pressure, pounds per square inch. 
i'=:absolute pressure, pounds per square foot. 
/=temperature, degrees F. 
T=:absolute temperature. 

/=inechanical equivalent of heat (778 foot-pounds). 
q=htSLt of the liquid. 
f=Iatent heat of vaporization. 

X (Greek letter lambda )=totaI heat of dry, saturated steam. 

(Greek letter theta)=entropy of water. 

♦ (Greek letter phi)=entropy of steam. 
c=specific heat at constant pressure. 
i'=specific volume (general expression). 
j=specific volume of dry, saturated steam. 

«" (Greek letter sigma)=specific volume of water=0.016 cubic foot. 
K=rvclocity in feet per second. 
^:=:acceleration due to gravity=32.2. 

-=-=kinctic energy of a jet in foot-pounds. 

4r=per cent dry steam in a mixture of steam and water. 
i4=:area in square feet. 

a=area in square inches, 
^rrweight in pounds. 

Temperature. — The reference points of temperature are the 
melting point of ice and the boiling point of water at average 
atmospheric pressure. These points are 0® and 100° on the centi- 
grade scale and 32® and 212® on the Fahrenheit scale. One hun- 
dred degrees C. correspond to 180 degrees F. Hence, to convert 
centigrade units to Fahrenheit units, multiply by % and add 32. 
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To convert Fahrenheit to centigrade, subtract 32 and multiply 

by %. 

Example.— 140** C.=140X%+32=284** F. Again, 5** F. (or 
27° below freezing) = (5— 32)X%=— 27X%=— 15° C.,orl5' 
below zero, C. 

Absolute Temperature. — The absolute zero of temperature, at 
which heat is supposed to be entirely absent, is theoretically 
492.7 degrees F. below the freezing point of water. The demon- 
stration of this given in treatises upon heat is based upon the law 
of the heat expansion of gases, under the assumption that the law 
holds at the extremely low temperatures. This assumption is in 
error, but to what extent is not known. Letting r= absolute tem- 
perature and /:=temperature on the ordinary scale, 

r=/+460.7 Fahrenheit, and 
r=/+273.7 centigrade. 

In steam calculations absolute temperatures are not to be used 
unless it is so stated. The temperatures of the steam table are the 
ordinary temperatures. 

Pressure. — The average atmospheric pressure is taken in this 
country to be 14.7 pounds per square inch. On the continent of 
Europe pressures are usually measured in atmospheres, and one 
atmosphere is taken to be equal to a pressure of one kilogram per 
square centimeter, which is equivalent to 14.22 pounds per square 
inch, instead of 14.7 pounds. 

Gauge pressure is the pressure denoted by a steam gauge and is- 
measured above the pressure of the atmosphere; that is, it doe^ 
not include the pressure of the atmosphere. 

Absolut c pressure is equal to gauge pressure plus atmosphericr 
pressure, usually taken at 14.7 pounds per square inch. The exact 
absolute pressure can be determined only by the use of the 
barometer, which gives the pressure of the atmosphere in inches 
of mercur)\ One cubic inch of mercury weighs 0.49 pound at 
60 degrees F. and 30 inches of mercury are therefore equivalent 
to 14.7 pounds pressure at this temperature. 

In steam calculations absolute pressures are to be used instead 
of gauge pressures, unless otherwise stated. 

Vacuum is measured in inches of mercury or millimeters of 
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mercury. The vacuum gauge used in commercial work shows the 
height in inches of a column of mercury that the pressure of the 
atmosphere will support against the pressure that is being 
measured. 

Example. — If a vacuum gauge attached to a condenser reads 
26 inches, and the barometer stands at 30 inches, what is the abso- 
lute pressure in the condenser? Since the barometer stands at 
30 inches, the atmospheric pressure is 30X0.49=14.7 pounds per 
square inch. 30 — 26=4; and the pressure in condensers 
%oX14.7=:1.96 pound per square inch. 

Heat Unit, or Thermal Unit. — In the English system heat is 
measured in British thermal units (B. T. U.). A British thermal 
unit is the amount of heat necessary to raise one pound of water 
from 62 degrees F. to 63 degrees F. In the French system the 
calorie is the unit, equal to 3.968 B. T. U. 

Mechanical Equivalent of Heat. — This is the number of units 
of mechanical work to which one tmit of heat is equivalent. 

1 B. T. U.=778 foot-pounds. 
1 calorie=426.9 meter-kilograms. 

Specific Heat is the number of thermal units required to raise 
unit weight of a substance one degree temperature. The specific 
heat of water is unity at temperatures ranging from 59 to 68 and 
from 104 to 113 degrees F., and approximately unity at other 
temperatures. The specific heat of nearly all other substances is 
less than one. 

The foregoing is properly the definition for true specific heat. 
Sometimes, when a substance is raised through several degrees 
temperature, it is necessary to find the mean specific heat between 
these limits of temperature. This is the average number of 
thermal units per degree required to raise a unit weight of a sub- 
stance from one temperature to any other given temperature. 

Specific Volume. — In problems relating to the expansion of 
gases, it is convenient to deal with unit weights of the substance 
and to consider the volume occupied by unit weight. This is 
called specific volume. In the English system it is the cubic feet 
occupied by one pound and in the metric system the cubic meters 
occupied by one kilogram. 
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m 

Specific Pressure, — When specific volumes enter into an exam- 
ple we have to deal with cubic feet instead of cubic inches and 
with cubic meters instead of cubic centimeters. Pressures used 
in carrying through the calculation must therefore be expressed in 
pounds per square foot or in kilograms per square meter, accord- 
ing to which system is being used. These are called specific 
pressures. Errors frequently creep into calculations by failure to 
note when specific pressures should be used. 

Saturated Steam is steam generated in contact with water and 
the temperature of which always corresponds with the pressure. 

Superheated Steam is steam heated to a temperature higher 
than that corresponding to the pressure, as in saturated steam. 
The superheating is produced by applying heat directly to the 
steam itself, instead of to the water from which it is generated, 
and if the superheating is to be carried far, the steam must be in 
a separate chamber, and not in contact with water. 

Steam Tables. — Tables of the properties of saturated steam^ 
used to facilitate steam calculations, contain columns of figures 
giving certain important properties of steam. The following are 
the most important headings for steam turbine calculations. 
Columns of the table giving heat units refer to the number of heat 
units in one pound of water or steam, as the case may be. 

1. Absolute pressure, pounds per square inch. 

2. Temperature of the boiling point corresponding to pressures 
of column 1. 

3. Heat of the liquid, from 32° F. 

4. Latent heat of vaporization. 

5. Total heat in the steam and water, from 32° F. 

6. Entropy of water. 

7. Entropy of steam. 

8. Specific volume — cubic feet per pound. 

9. Density — weight of a cubic foot in pounds. 

Of these, numbers 6 and 7 will be explained later, while num- 
bers 3, 4, and 5 can be best illustrated by considering the several 
steps involved in the generation of steam. 

The Generation of Steam. — In the operation of a steam boiler 
the pressure is so nearly constant that it may be assumed to be so 
during the evaporation of each individual pound of water. When 
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>team is generated under constant pressure, the process may be 
divided into several diflferent steps, as follows : — 

First Step. — Heating the water from 32° F.-, to the temperature 
of vaporization (equal to the temperature of the steam in the 
boiler). The number of heat units required is called the "heat of 
the liquid," represented by q. 

Second Step. — Changing the water into steam, during which 
process the temperature does not change. The heat goes first to 
break up and separate the particles of water instead of to raise the 
temperature, as in the first step ; and second, to increase the vol- 
ume from that occupied by the water to that occupied by the 
steam. The number of heat units required for the second step is 
called the "latent heat of vaporization," or "latent heat," simply, 
''^presented by r. The total heat required to generate steam, in- 
^^uding heating the water, is called the "total heat of the steam," 
^nd comprises the total heat energy of the steam. (Represented 

Third Step. — If superheated steam were produced, there would 
^^ a third step consisting in raising the temperature from that of 
^^turated to that of the superheated steam. 

Jleat Required to Raise Temperature of Water. — Since the spe- 
^fic heat of water is approximately 1 at all ordinary temperatures, 
*>^e number of heat units required to raise the temperature of one 

^^^und of water from t^ to /g can be approximately calculated by 

^Vibtracting t^ from /j* or 

Heat required^/, — ^i« (1) 

^Iso the heat q of the liquid can be found approximately by mak- 
ing t{=Z2 degrees ; thus, 

g=:/— 32 (2) 

where t is the temperature of the water. 

Heat Contained in Wet Steam, — Saturated steam condenses 
rapidly when its heat is converted into mechanical work, or when 
it comes into contact with a colder body, and in steam calculations 
we have generally to deal with a mixture of steam and water 
instead of with dry steam. 

The quantity of steam present in a mixture of steam and water 
is expressed as a certain number of hundredths, .r, of the total 
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weight of the mixture. One pound of the mixture contains a por- 
tion X of steam and (1 — x) of water. The total heat of the mix- 
ture is equal to the heat required to raise one pound of water to 
the given pressure, plus the heat required to evaporate the part x 
of the water into steam ; or, q+xr. Hence total heat of one 
pound of wet steam= jrr+9. (3) 

Specific Volume of Wet Steam. — 

Let ,f=specific volume of dry steam. 
t;=specific voltune of wet steam. 

cr=:specific volume of water=l/62.4=0.016, since the 
weight of one cubic foot of water is 62.4 pounds. 
Then, v=xs+ ( 1—x) <r. (4) 

The last term, (1 — x)j^, is so small that it can usually be 
omitted. At high pressures, say at 200 pounds, specific volumes 
have low values and the effect of the term (1 — xyr is proportion- 
ately great. At 200 pounds pressure, however, its omission would 
cause an error of less than a tenth of one per cent for each 10 per 
cent of moisture present, which is less than probable errors in the 
steam table. We may, therefore, use for specific volume of wet 
steam, v=:xs. (5) 

Total heat of Superheated Steam, — ^To determine this, we have, 

Total heat=X+c (/.—/), (6) 

where 

Anrtotal heat of dry saturated steam at the given pressure. 
/^^temperature of the superheated steam, 
/^temperature of saturated steam at the given pressure. 
c=r specific heat of superheated steam at constant pressure. 
Values of this will shortly be discussed. 

Example, — Find the total heat of superheated steam at 450 de- 
grees F. and 100 pounds absolute pressure, assuming f=0.55. 

From the steam tables, X =1.1 81.9 and /=:327.3. Hence, 

Total heat=l,181.9+0.55 (450—327.3). 
— 1,181.9+67.5=^1,249.4. 

Adiabatic Expansiou, — When steam expands without receiving 
or giving up heat it is said to expand adiabatically. Steam flow- 
ing through a correctly proportioned nozzle flows adiabatically, or 
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nearly so, because its passage is so rapid that little or no heat can 
be transmitted to it from any external source, nor can much heat 
be lost through radiation or otherwise. 

Temperature-Entropy Diagram. 

The graphical method of representing mechanical work is by 
means of the pressure-volume diagram, like the indicator card of 
a steam engine. In laying out such a diagram we use two co- 




Pig. 1. Pressure- Volume Diagram. 

ordinates, OX and OY, Fig. 1, drawn through point O, the zero 
of volume and pressure. Points on the diagram are determined 
by measuring volumes from OX and pressures from OF. The 
area of the diagram represents mechanical work. 

Heat Diagram. — Similarly, heat energy may be represented by 
the area of a diagram constructed with vertical ordinates of abso- 
lute temperature and horizontal dimensions obtained by dividing 
the number of heat units added or subtracted during any change 
by the absolute temperature during that change. The horizontal 
distance of any point from the vertical axis OX of the heat dia- 
gram is called its Entropy, just as this distance on the work dia- 
gram represents volume. This term "entropy" gives the name 
Temperature-Entropy Diagram to the heat diagram. 

The Analogy between the Work Diagram and the Heat Dia- 
gram may be further explained by selecting some one part of the 
diag^m. Fig. 1, as the expansion line he, which is reproduced in 
Fig. 2. The area abed under this curve represents the work done 
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durii^ the change brought, about by the expansion from b to c. 
The mean pressure during this change is h. The volume at the 
start is represented by distance Oa; the volume at the end by Od; 
and the change in volume due to the expansion by ad.* 




Fif. z. 



FtM. S. 



I aJcrf=product of width by mean height, or ad 



(Work done in fi>ot-pouDds\ 
during any change / 



Now the 3 
by A. 

Hence, for the pressure-volume diagram : — 

(mean pressure\ .change of\ 

during change! X ( volume in 1 
in lb. per sq.ft.' \cubic feet. ' 

In Fig, 3 is the corresponding temperature- entropy diagram, in 
which be is the expansion curve showing a change, both in abso- 
lute temperature and entropy. The area abed under this curve 
represents the heat units gjiven up by the working fluid during the 
expansion. The mean absolute temperature during the expansion 
is h. The entropy at the start is shown by the distance Oa; the 
entropy at the end by Od; and the change in entropy, due to the 
expansion, by ad. It is to be noted that the entropy is measured 
from the ordinate OX and that ad is not the entropy of point d, 
but that it is the change in entropy during the change in the condi- 
tion of the substance. 

aquare fool and the volumes in cubic feet. This a reallj what i> rcprewnted ^ Uie 

inch instead ol pound! per iquare foal. This it btlanced. however, br Uldns the 
area nt Ihe piston in iciuare inches jneltad of square feet, so the final result im the 
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Now, as before, area a6rd=product of width by mean height, 
or adXh, and we therefore have the following statement for the 
heat diagram, analogous to the aboye statement for the work 
diagram : — 

(Number of heat units added orv ^mean absolutev /change of\ 

subtracted during any change! = l temperature ) X I ^ntj-Q^y ) 
per pound of the working fluid/ Vduring change' V ^^' 

From this we have. 

Change of Entropy= 

Heat units added or subtracted during change 

Mean absolute temperature during change. 

This we will take for our definition of entropy. 

Entropy of Water, — When water is heated its temperature and 
entropy both vary, which makes it necessary to use the calculus to 
obtain the equation for change of entropy. 

Assume heat to be added to one pound of water, raising the 
temperature a small amount, dT. 

If r is the specific heat of water, the heat added will be cdT, 

Let dO be the change in entropy corresponding to the change 
dT in temperature. 

Now if these quantities dT and dO be taken indefinitely small, 
the temperature during the change may be assumed constant and 
equal to T. Hence, by the definition of entropy, 

cdT 
^^=y- (7) 

Let us assume the water to be heated from the temperature T^ 
to temperature Tg, and the entropy to increase from Oi to O^. Then, 
by integrating between the limits Tj and Tj, according to the prin- 
ciples of the calculus, we get for the change of entropy, 

0,-O,=c]og,-1 (8) 

Entropy is reckoned from 32 degrees F., or 492.7 degrees abso- 
lute, the same as the other heat properties of the steam table, and 
if Ti be taken equal to 492.7, Oi becomes zero and we have for the 
entropy of water, 
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0=c loge (9) 

^492.7 ^ ^ 

T 

492. 7 
It answers practical requirements to take the specific heat, c, in 
the above formulas equal to 1. 

Entropy of Saturated Steam, — The total heat of steam is con- 
sidered made up of two parts, the heat q required to raise the tem- 
perature of the water from the freezing point to the temperature 
of vaporization, and the latent heat r required to convert the water 
into steam. In like manner the entropy of steam consists of two 
parts, the entropy of water at the temperature of vaporization and 
the change, or increase of entropy that occurs when the water is 
changed into steam. The latter is sometimes called the entropy of 
vaporisation, but more properly it is the change of entropy due to 
vaporization. 

During vaporization the temperature remains constant and the 

change of entropy is easily calculated by dividing the latent heat 

r by the absolute temperature T, or, 

r 
Change of entropy =— 

From this we have, for the entropy of steam, introducing x to 
make it general for either wet or dry steam (see formula 3), 

xr 

T xr 

=2 3 r log -^— (13) 

492.7 T ^ 

Example, — To find the entropy of saturated steam at 100 

pounds absolute pressure, we have, from the steam tables, />=100; 

ri=i884; /zii327.58, whence 7=460.7+327.6=788.3. Assuming 

steam to be dry, 

788.3 

^=2.3 log 

492.7 

=2.3x(2. 80669— 2.69258)=0. 47 

884 

Hence, <A=0.47+ =1.12 

788.3 
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Entropy of Superheated Steam. — The entropy of superheated 
steam may be found by adding to the entropy of saturated steam 
the change in entropy due to superheating, which is expressed by 
the equation, 

<^.-<A=2.3rlog- (14) 

where <^, — <^ is the change in entropy, c is the specific heat of 
superheated steam, and T^ and T are the temperatures of super- 
heated and saturated steam, respectively, at the given pressure. 

Example, — If the steam in the last example were superheated 
250 degrees, what would be its entropy, assuming its specific heat 
to be 0.6? Here 7=788.3 and 7;=788.3+250=:l,038.3. Hence, 

<^.--<^=2.3xO.Gx(3.0iG32-2.89669) 
=2.3x0.0x0. 1196=0. 165 
and «^,= 1. 124-0.1(55=1.285 

Temperature-Entropy Diagram for Water and Steam. — In 
Fig. 4 the various heat changes for water and steam are shown 
graphically. Absolute temperatures are laid off on OX and 
values for entropy on OK. The different steps in the process of 
plotting the diagram are as follows : — 

(1) Assume one pound of water at 100 degrees F. to be 
heated until its temperature reaches 350 degrees F. Its entropy 
increases and the change in temperature and entropy is repre- 
sented by the water line ab. This curve starts on the ordinate 
OX, at the freezing point, and other points on the curve are cal- 
culated by the aid of equation (10) ; or they may be plotted from 
values of "entropy of the liquid*' given in steam tables. If 1^1 
is the entropy at point a and 0^ at point b, then 0^ — 0^ is the 
change in entropy while the temperature increases from 100 to 
350 degrees. The heat added during the change is represented 
by area a^abbi. 

(2) If the water, at 350 degrees, is vaporized, the temperature 
will remain constant and the line be will represent the change in 
entropy. At point c the vaporization is complete and its distance 
from OX is the entropy of steam at 350 degrees temperature, cal- 
culated by equation (12). The heat required for this change is 
shown by the area b^bcc^. 
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(3) In the flow of steam through nozzles, it is assumed that 
the expansion is adiabatic, no heat being added or subtracted. 
This condition can be represented only by the vertical line cd, 
which has no area under it to indicate heat added or subtracted. 
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This line shows that while the temperature drops the entropy re- 
mains constant. 

(4) To complete the cycle, assume the steam remaining at the 
end of adiabatic expansion to condense at constant temperature, 
as shown by the line da. The heat given up during con- 
densation is represented by the area a^adc^. Deducting this area 
from areas a^abb^-^bybcc^^^, which show the heat applied, leaves 



STEAM AND ITS PROPERTIES 



259 



the net area abed, which represents the available heat energy for 
doing work on this cycle. 

Line for Dry Saturated Steam. — If, instead of adiabatic ex- 
pansion, there were heat enough added to the steam while the 
temi>erature was dropping from 350 to 100 degrees to maintain 
the steam in a dry and saturated state, the conditions would be 
repn-esented by the steam line ce. The heat required to maintain 
this condition is represented by c^cee^. The various points on the 
steam line are calculated by adding the entropy due to vaporization 
to the entropy of water for the corresponding temperatures. In 
other words, line ce shows the entropy of dry, saturated steam for 
the temperatures within its limits. 

Line for Superheated Steam, — If at point c heat were added to 
superheat the steam the change would be represented by a curve 
like cf, plotted by the aid of equation (14). The heat required to 
superheat is shown by area c^cff^. 

Conditions with Moisture Present, — In Fig. 5 ab and ce are the 




Fisr. 5. 



water and steam lines, respectively, of a temperature-entropy dia- 
gram. Take the case of one pound of water at temperature Tj, as 
indicated on the diagram. Its entropy is equal to the distance of 
point m to the right of line OX. If this water is all evaporated 
into steam, the 'conditions v;ill be represented by point k on steam 
line ce. If, however, only a part of the water be evaporated into 
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steam, say 80 per cent, then the change of entropy due to vaporiza- 
tion will be 

xr 0.8r 

and the conditions will be represented by point n, which is 80 per 
cent of the distance from m to k. By the principles of percentage, 
therefore, the ratio 

mn 

mk 

will g^ve the percentage, x, of dry steam present. 

The chief value of the temperature-entropy diagram for steam 
turbine work lies in the fact that it may be made to show the 
quantity of moisture present in steam by the method just indicated. 

Thus, in the above case, suppose the steam to expand adiabatic- 
ally to temperature Tj. By drawing the adiabatic line np, we 
find the percentage of dry steam present to be 

ot_ 

OS 

If dry, saturated steam expands adiabatically from T^ to T^, 
we find, by drawing adiabatic line kd that there is 

od 



OS 

per cent of dry steam present. 

If superheated steam expands adiabatically from temperature 
7*8 to 7i, draw the adiabatic line fr. At point /, where it inter- 
sects the steam line, the steam loses its superheat and becomes 
saturated, while at temperature T^ it is only 

or 

OS 

per cent dry. If it were desired to know how far to continue 
superheating to secure dry,, saturated steam at the end of ex- 
pansion, the superheat curve kf must be extended until point f 
comes vertically over point s, which would show the desired tem- 
perature 7*8. 
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Characteristic Equations for Adiabatic Expansion. 

During adiabatic expansion heat is neither added nor abstracted 

a.nd, as seen above, the change is represented by a vertical line on 

the temperature-entropy diagram. The entropy, therefore, remains 

constant during the adiabatic expansion, and by expressing this 

relation in the form of an equation the percentage of dry steam 

present at the end of adiabatic expansion may be easily calculated. 

This relation is expressed in the three equations which follow, in 

Avhich the letters with subscript 1 refer to the higher pressure and 

those with subscript 2 to the lower pressure. 

( 1 ) For saturated steam, 

-^+0^ =—+0. (15) 

(2) Steam superheated sufficiently to remain superheated 
throughout expansion, 

-^ + «, + 2.3rlog^ = -^ + tf, + 2.3flog-; (16) 

(3) Steam superheated at the start but saturated at the end of 
expansion, 

^' + tf. + 2.3Hog- = — + «. (17) 

The application of these formulas will be shown in the follow- 
ing chapter. 

The Specific Heat of Superheated Steam. 

Regnaulfs Result, — ^Until recently the value universally 
adopted for the specific heat of superheated steam at constant 
pressure has been 0.48, derived in 1840 from the results of three 
series of experiments by Reg^ault. In steam calorimeter work, 
where the temperatures came within the limits of Reg^ault's ex- 
periments, the value of 0.48 is practically correct, but with the 
high pressures and temperatures prevailing in power plants using 
superheated steam a higher value should be taken. 

The Importance of a Correct Value, — In tests upon super- 
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heaters, or upon turbines and engines using superheated steam, the 
weight of the steam used does not afford a fair basis for estimat- 
ing the gain or loss from superheating, because weight alone 
g^ves no indication of the amount of heat in superheated steam of 
a given pressure. If the specific heat of superheated steam were 
accurately known, however, this would give us the means of cal- 
culating the number of heat units in the steam and the efficiency 
of the apparatus could be determined on this basis, by the method 
explained under "The Thermal Unit Basis of Performance" in 
Chapter IX. The author has made calculations upon tests of a De 
Laval turbine, run first with saturated and then with superheated 
steam. By first taking the rate of water consumption in pounds as 
the basis for calculating the gain from superheating, the gain was 
found to be 8.1 per cent. Then, by taking as the basis the heat 
units in the steam, the gain was found to be as follows : Assum- 
ing specific heat=0.48, gain=4.8 per cent; specific heat=0.6, 
gain=:4 per cent; specific heat==0.8, gain=:2.7 per cent. These 
results show that the gain from superheating on the basis of heat 
units utilized is much less than when on the basis of pounds of 
water per horse-power per hour; and that the higher the value 
assumed for specific heat the less the gain is found to be. Thi& 
illustration shows the importance of a correct value for the spe- 
cific heat of superheated steam in calculating efficiencies. 

Results of Tests to Determine Specific Heat* — Many experi- 
menters have attempted to derive values for the specific heat of 
superheated steam at constant pressure for other pressures and 
temperatures than covered by the tests of Regnault. Among the 
more important work in this connection is that of Grindley in 
England, of Greissmann, Lorenz, and Messrs. Knoblauch, Linde 
and Klebe in Germany, and of Carpenter, Jones, Thomas, Bur- 
goon, and engineers of the General Electric Company in America. 
The results of the various experimenters are more or less contra- 
dictory and it is not yet definitely settled how the specific heat 
varies in relation to pressure and temperature changes. 

•The reader who wishes to investigate the subject of specific heat of superheated 
steam is referred to the Journal of the Worcester Polytechnic Institute, November, 
1904, containing an article by Prof. Sidney A. Reeve ; to Power for August, 1904, 
containinp: an article by Chas. A. Orrok; to the Stevens Institute Indicator for October, 
1<)05, c<^ntaininR an article by Prof. T. E. Denton; and to the paper upon the "Steam 
Plant of the White Motor Car." bv Carpenter, in the proceedings of the A. S. M. E., 
DecemlKT, 1906. 



r=0.00222i 



STEAM AND ITS PROPERTIES 263 

Greissfnann's and Grindley's Results. — An early review of the 
"work of the different experimenters was contributed by Mr. 
George A. Orrok, chief draftsman of the New York Edison Com- 
pany, to Power for August, 1904. He plotted the various values 
and found those of Greissmann to be the most consistent. Taking 
these as a basis Mr. Orrok deduces the following formula to 
represent them : 

c=0.00222 /,— 0.116 (18) 

in which /^ =temperature of the superheated steam. 

The above formula gives the instantaneous or true specific heat 
at any temperature. The mean value of the specific heat between 
the points of saturation and any degree of superheat can be found 
by the formula 

|-^j-0.116 (19) 

A careful review of Grindley's work has been made by Pro- 
fessor Reeve, of Lawrence Scientific School, who has recalculated 
the values as originally given. Grindley's results, as recalculated 
by Reeve, and Greissmann's values, as given by Orrok's formulas, 
agree quite closely. It is to be noted that Greissmann's work 
indicated that the specific heat increases with the temperature 
without regard to what the pressure is; that is, steam of low 
pressure and high superheat would have the same specific heat as 
steam of high pressure and low superheat, provided the tempera- 
tures were the same. The conclusion was drawn by Lorenz, 
however (London Engineer, July 8, 1904), that specific heat in- 
creases with increase in pressure, but decreases with increase of 
superheat at any given pressure. This conclusion is confirmed by 
later experiments which will be referred to. 

Results of Knoblauch, Linde and Klebc, — In the Stevens In- 
stitute Indicator for October, 1905, is an article by Prof. J. E. 
Denton, referred to in the last footnote, outlining the remarkable 
work done by these investigators. Their work was mainly the 
finding of the volume of saturated and superheated steam under 
different pressures and temperatures ; but from the equation con- 
necting these elements they were able to deduce equations for the 
specific heat of superheated steam, and also to explain the reasons 
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for the incongruities in the results of some of the previous tt- 
searches. A table prepared by Professor Denton frcMn thdr 
formula is given below : 

Mean Specific Heat at Constant Pressure. 
(Knoblauch, Linds, and Klebe.) 

Boiler Boiling Point IUng« of Superheating. - 

Preuure Degrees 10*C— eO*C— 100*C- 

Lb. Sq. In. Absolute. a CO* P. US* P. flS* F. 

99 48 164 0.567 0.551 0.587 

189.82 178 .697 .677 .559 

190.70 192 .684 .609 .586 

266.20 208 .686 .656 . .626 

Results at Cornell University. — Experiments upon specific heat 
of superheated steam have been under way for over 10 years at 
Cornell University. The following table is made up from a 
chart giving results obtained by Prof. Carl C. Thomas and Mr. 
C. E. Burgoon at this university, and published by Prof. R. C. 
Carpenter in a paper, "Steam Plant of the White Motor Car," 
read before the A. S. M. E. in December, 1906. 







Specific Heat 


AT Constant Pressure. 








(Thomas and 


Burgoon.) 






Pressure 




Degrrees P. Superheat. 




Lb. Sq. In. 


Abs. 


95 


60 


100 


160 


soo 


50 




.515 


.518 


.512 


.510 


.509 


100 




.549 


.544 


.54 


.586 


.680 


150 




.581 


.576 


.57 


.561 


.554 


200 




.614 


.61 


.598 


.589 


.577 


250 




.645 


.642 


.629 


.618 


.602 



Specific Volume of Superheated Steanu 

While the specific volumes of saturated steam for diflFerent 
pressures are to be found in the steam tables, if calculations are to 
be made requiring the specific volume of superheated steam, the 
information is not so readily obtained. 

Zeune/s Formula, — The formula usually employed is that of 
Zeuner, based upon the experiments of Hirn. It is as follows : — 

93.57 — 971Pi 
,,^ ^_ (20) 

In this P is pressure in pounds per square foot, or 144X^. 
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Example. — Superheated steam, having a pressure of 100 pounds 
absolute and a temperature of 400 degrees F., or 8G0.7 degrees 
absolute, has a specific volume of 

93,5X860.7—971(144X100)* 



144X100 
_80,475— 10,635 

~ 14,400 
=4.8 cubic feet. 



Schmidt's Formula. — Another formula that has been proposed 
is that of Schmidt, given below, which closely approximates Hirn's 
results, though not as closely as Zeuner^s formula. The differ- 
ence between the results obtained with the two formulas is slight, 
however. 

UlA+t^ 



t;=0.59276- 



(21) 



Example. — ^Taking the same data as above, we have. 



v=0M276- 



441.4+400 



100 
=4.98 cubic feet 



CHAPTER XIII 

CALCULATIONS ON THE FLOW OF STEAM. 
The Adiabatic Flow of Steam. 

In calculations on the flow of steam it is assumed that the 
flow is adiabatic and afterwards allowances are made, if necessary, 
based upon the results of actual tests. Under this condition all the 
available heat energy of the steam is assumed to be converted into 
kinetic energy, without gain or loss of heat through conduction, 
radiation, friction or otherwise, and the energy of the steam will 
remain the same in amount at all steps in the process, though it 
may differ in form. 

Equation for the Flow of Saturated Steam. — In Fig. 1 is a 
cylinder having a diaphragm which separates it into two cham- 
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bers, A and B, A nozzle N is inserted in the diaphragm and 
steam in chamber A, at absolute pressure p^, flows through the 
nozzle into chamber B, Steam expands within the nozzle to the 
pressure />2. 

Let F=velocity of steam in feet per second as it leaves the 
nozzle. Also, let ;r,, r^ and q^ apply to steam at the pressure p^^ 
in chamber A, and jTj, rg and ^2 to steam at pressure p2, within 
the nozzle. (Notation at beginning of Chap. XII.) 

Now, since the energy remains constant during the flow, we 
write expressions for the energy of one pound of steam as it 
approaches the nozzle, and for one pound of steam as it leaves the 
nozzle, and place one equal to the other. 
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The energy of the steam as it approaches or leaves the nozzle 
is in the form either of heat energy or kinetic energy, the latter due 
to its velocity. Usually the velocity of approach is so low that the 
corresponding kinetic energy may be neglected, and we will as- 
sume that in chamber A we have to deal with heat energy only. 
In turbine work the initial velocity is sometimes a considerable 
factor, however, and in such a case should be taken into account. 

Heat energy of one pound of steam in chamber A is x^ rj-j-^i 
heat units, equivalent to / (^ifj+^i) foot pounds. (3) Chap. XII. 

Heat energy of one pound of steam as it leaves the nozzle is 
X2rt'hq2 heat units, equivalent to / (^2^2+^2) foot pounds. 

Kinetic energy of one pound of steam as it leaves the nozzle is, 
by the principles of mechanics, 

^ foot-pounds. 

Placing the energy of discharge equal to the energy of ap- 
proach, 

— +/(^2 r,+q2)=J(x, r,+gj, (1) 

which is the general equation for the flow of saturated steam.* 
The mechanical energy of the jet in foot-pounds is 

—7=zJ(x^ r^—x^ r^+q^—q^), (2) 

The velocity of discharge in feet per second is 



V=y/2gJ(x, r,—x, r,+q,—q,) (3) 



=8.02V778(jr, r^—x^ r^+q^—q^) (4) 

Value of X2 in Above Equations. — In order to use these equa- 
tions, we must first calculate .r^, the percentage of dry steam at the 
end of adiabatic expansion in each case. To obtain jTj use the 

*There should also be included as part of the energy of the steam at the initial 
pressure, the work required to pump one pound of water from the final pressure p^ to 
the initial pressure p^. This is represented by the expression 

144 
62.4^^»-^=^' 

and is so small in amount that it can be neglected. 



268 STEAM TURBINES 

characteristic equation (15) Chap. XIL, which, when tnuiqxned, 
becomes «. «. 

*i— *i+ 

^.= ^ («) 

If steam tables containing values of $ are not obtainable, itwiD 
be necessary to use the approximate equation (10) Chap. XIL. 
for finding the entropy of water in the above equation. 

Example I. — Given, dry saturated steam flowing from a pres- 
sure of 135 pounds absolute to a pressure of 45 pounds absdute. 
Calculate the energy of the jet and the velocity of flow, assuming 
complete expansion in the nozzle. 

The following values are either known or taken from the steam 

table : — 

p,= 135 p^= 45 

Ti=: 810.73 r,=734.99 

r^= 867.3 r,=922 

qi= 321.4 },=243.6 

$1= .5027 tfr= .4020 

,ri= 1 jr,= ? 

First, calculate the percentage of dry steam at the end of the 

expansion, from equation (5). 

1X867.3 

.5027— .4020H 

810.73 
x^= 



922 

734.99 
=.933=93.3%. 

Now substituting for x^ in equation (2), we have, for energy of 
the jet, 

—=rr8(lX8GT.3— .933X922+321.4— 243.6) 

=GG,032 ft. lb. 
and velocity of discharge is 



f/z=V64.4X0G,032 
=2,0G2 ft. per sec. 
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When Expansion is not Complete in the Nozzle. — In working 
out the above example it was assumed that the expansion of the 
steam was carried to the terminal pressure of 15 pounds within 
the nozzle itself and there was no waste energy due to drop of 
pressure as the steam left the nozzle. To accomplish this with the 
pressures given requires a diverging nozzle, as already explained 
in Chapter I. under "Steam Nozzles/' and in Chapter XI. Sup- 
pose, however, that inste^id of a diverging nozzle a straight nozzle 
with converging inlet were used. We have learned that in such a 
nozzle expansion may be carried to a certain j)<>int — usually about 
(iO per cent of the higher absolute pressure — and no further, and 
in this case steam would expand within the nozzle to about 80 
pounds, which should be used for the lower pressure p.. in the cal- 
culations. In any case where expansion is not complete within 
the nozzle, care should be taken to assume for p^ the pressure to 
zchich steam expands linthin the nozzle itself instead of the lozver 
o II tside pressure. 

E,vample II. — Assuming a straight nozzle, we have for values 
corresponding to p^=:SO pounds, r2=895.6, qo^=2SlA, ^2=0.452, 
T2=772.5. 

Values corresponding to p^ are given under Example I. 

From (5), we find jr2=0.9G6. 

From (3), 



F=VC4.4X778(8G7.3—.9G()X895.G-f 321.4— 281.4) 
=1,451.4 ft. per sec. 

Chart GizHng Values of x. — To assist the reader in determining 
the percentage of dry steam at the end of adiabatic expansion, the 
chart in Fig. 3 has been prepared, which enables the value of Xz 
to be read directly, without calculation. This quantity may also 
be easily determined by the aid of the temperature-entropy dia- 
gram, as explained in connection with the subject in Chapter XII. 

SimplHied Formula for the Flozif of Steam. — In the steam table 

in the appendix values of the entropy, <^, of steam are given, in 

which 
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Hence, if, as is usually assumed in calculations, the steam is ini- 
tially dry, equation (5) reduces to 

x, = -^^ — '1 (6) 

rt 

Also, with steam initially dry, we may write Xj, the total heat of 
dry steam, in place of {x^ ^i+^i) in (2), which gives, 

-=/(X,-^,r.-^.) (7) 

No-w substituting in this the value for jTj in (6), we get, 

_=/[X,-7;(<^,-^,)-^J (8) 

This g^ves the flow directly without computing jTj. 

Example III. — ^Assume expansion complete within the nozzle. 

p^= 186 p2= 16 

Xi=l,196.4 72=673.73 

<^,= 1.5498 0= .3143 

(72=181.8 

— ^=778 [1,196.4— 673.73(1.5498— .3143)— 181.8] 

=141,757. 



F=V64.4X141,757 
=3,020 ft. per sec. 

Weight of Saturated Steam Flowing. — The most satisfactory, 
as well as the simplest equations for the weight of steam dis- 
charged from a nozzle are Napier's empirical formulas given at 
the beginning of Chapter XI. In the design of nozzles, however, it 
may sometimes be more convenient to use the equations (9 and 
10) below, which, instead of being based upon experiment, like 
Napier's, depend upon the following principle: — 

Weight in pounds discharged per second X volume in cubic feet 
of one pound (specific volume) =area of orifice in square feetX 
velocity of steam in feet per second. 
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Let fr= weight discharged per second in pounds. 
r=specific volume of the fluid in the orifice. 
^=area of orifice in square feet 
F= velocity of discharge in feet per second. 

Then, lVXv=AXV 

-"^^ 
\V= (9) 

V 

This formula is perfectly general and applies either to saturated 
or superheated steam, or to any gas or liquid. 

If it is to be applied to saturated steam, then, by (5),Qiap.XII.i 
we have, v:=xs, where :r4s the quality and s is the specific volume 
of the steam in the orifice. Also, 

a 

A=- 



|v 



144 
where a is area in square inches. 

Hence, IV=: (10) 

lUxs 

Example IJ\ — What is the weight of steam discharged in ] 
Example II., assuming the area of nozzle to be 0.5 square inch? 

Here we have, initial pressure 135 pounds, and pressure in noz- 
zle %o of this, or approximately 80 pounds. The quality x at this 
lower pressure was found to be 0.9G6 and the velocity V 1,451 
feet per second. The specific volume s corresponding to 80 
pounds is 5.43. 

Hence, from (10), 

.5X1,451 

W= 

144X.9GGX5.43 

=0.9()1 pounds per second. 

Napier's rule gives 0.904 as the result. 

Calculations Upon Superheated Steam. 

^^(Ittafions for the Floiv of Superheated Steam. — ^There are two 

cases according as the steam is superheated or saturated when 

^-^pansion is completed, its condition at that point depending upon 

le degree of superheat at the start and the degree of expansion 

^t takes place. The calculation of the velocity or energy of 
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flow of superheated steam is a long and tedious process, and until 
the results of more tests are available we are not sure that the 
calculated results agree even approximately with experimental 
results. Nearly all tests have so far been upon saturated steam. 

The formulas for the flow of superheated steam are derived by 
the same method as the one for saturated steam. 

The heat energy of one pound of superheated steam is 

X + r (/.-/) (6) Chap. XII. 

Placing the energy of discharge equal to the energy of ap- 
proach, and using letters with subscripts 1 and 2 to represent ini- 
tial and final conditions, respectively, we have : 

Case I., when steam is superheated at the end, 

or, 

—=/[K->^+c{t^-t,)-c{f^-^t,)] (11) 

Case II., when steam is saturated at the end, 

— +/ (^«^« H- 9%) =/[^i + ^ (^1- A)] 

— =/[^l + ^ (^ri-A)--^2^«~^2] (12) 

To find the Pressure at which Superheated Steam Loses its 

"Superheat During Adiabatic Expansion. — Before one can proceed 

'^o calculate the velocity of flow of superheated steam it must be 

fdetermined whether the example comes under Case I. or Case II. ; 

that is, whether the steam is superheated or saturated at the end of 

the flow. This is done by making :r2=l in characteristic equation 

(17), Chap. XII., for superheated steam. The second member of 

this equation will then be 

which is the entropy of dry, saturated steam, and the equation will 
express the relation that the entropy of superheated steam at a 
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I 



cci 



pressure and tem p eratnre equals the entropy of diTi 
saturated steam at a certain pressure, which latter pressure is to be 
determined. After making x,=l, find the value of the left-hand 
n-.ember of the equation, all the quantities of which have known 
\-alues. The result will be the entropy of saturated steam for a 
certain corresponding pressure, to be obtained from the steam 
tables. This pressiu^ will be that at which the steam gives up its 
superheat for the example in question and will indicate whether 
the steam is superheated or saturated at the end of the flow. If 
the pressure is greater than the final pressure against which ftc 
steam is tlofiHng. it shows that die steam becomes saturated before 
the final pressure is reached, and hence will be saturated at die 
end. If the pressure determined is less than the final pressure, the 
steam will be superheated at the end. 

Chart Shozi-ing Pressures at which Superheated Steam Gives 
L'p Its Superheat. — To facilitate calculations the chart in Fig. 3 
has been calculated by which the presstu^ at which superheated 
steam gives up its superheat in adiabatic expansion can be read off 
directly and the condition of the steam at the end of the expansion 
determined. Each curved line is for a di£Ferent initial pressure. 
The pressm-es at the left are those at which steam superheated a 
given amount gives up its superheat and becomes saturated. The 
vertical lines correspond to different degrees of superheat 

Calculation of the J'elocity of Flozv of Superheated Steam,-^ 
Having found whether the given problem must be solved by 
equation (11) under Case I. or equation (12) under Case II., pro- 
ceed as follows : — 

. Case I. — ^The steam in this instance is superheated at the end 
of the flow. All the quantities of equation (11) will be kno^^^l or 
can be obtained from the steam table except t^, the final tempera- 
ture of the superheated steam. This must be calculated by the aid 
of characteristic equation (1*>V Chap. XII.. for superheated 
Meam. 

Case II. — Here the steam is saturated at the end of its flow and 
^nation (12) will be used. All the quantities of this equation are 
™^''Wi except X;, which is to be obtained from characteristic equa- 
**** (l^)f Chap. XII., for superheated steam. 

^^ampie F. — Steam, superheated 100 degrees F., flows adiabat- 
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ically from a pressure of 135 pounds absolute to a pressure of 45 
pounds absolute. What is its velocity of discharge? Assume spe- 
cific heat, c, to be 0.6. 

From the diagram, Fig. 3, we find that steam superheated 100 
degrees and flowing from a pressure of 135 pounds to a pressure 
of 45 pounds will give up its superheat at 56 degrees and hence 
be saturated at the end of the flow, making the example come 
under Case II. We find jTj from equation (17), Chap. XII., as 
follows : — 

x, = —l-^$,-^2.3clog—-$A 

r% vt; fi / 

734. 99 r 867. 3 / 910.73\ n 

= + . 6027 + ( 2.3 X 0.6 X log )-.402 

922 L810.73 \ 810.73/ J 

= 0. 988. 
From equation (12) the velocity becomes. 



F= V^gX 778 [K+c ( T^ - T,) - x,r;-^] 

= ^50,103(1188.7+60-911.46- 243.6) 
= 2166 ft. per sec. 

This velocity is only slightly greater than calculated for saturated 
steam flowing between the same pressures in Example I. The 
slight increase is due to the additional heat in the superheat, but 
to partially offset this there is more heat carried away at the end, 
in the form of latent heat, since in this example the steam is more 
nearly dry at the end than in the previous example. 

STEAM NOZZLE DESIGN. 

The fundamental (and self-evident) principle upon which the 
design of steam nozzles is based is that the different cross-sectional 
areas of the nozzle must be sufficient to allow a given weight of 
the fluid to pass in a given space of time. In other words, the^ 
same weight of fluid must pass different sections of the nozzle ii» 
the same time. 

This relation is expressed by formula (9) for the weight of 
flow, 

AV 
W= 

V 
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The Reason for Converging and Diverging Nozzles, — Let us 
examine this formula, and assume, first, that a liquid is flowing 
through the nozzle. The specific volume z/ of a liquid is constant 
and hence, as the velocity V increases, owing to drop in pressure, 
the area A must decrease ; or in other words, the nozzle will con- 
verge, as in Fig. 4. 







^ 



CONVERQiNQ 
Piff. 4. 



CONVE.RGINQ AND DIVERQINQ 
Piff. 5. 



Again, suppose steam to flow through the nozzle. In this case 
the specific volume, as well as the velocity, will increase with the 
drop in pressure. It is a characteristic of steam that at first the 
velocity increases more rapidly than the specific volume and later 
the specific volume increases more rapidly than the velocity ; and 
to conform to these conditions the nozzle should first converge and 
then diverge, as in Fig. 5. 

Critical Pressure. — ^The point where the ratio 

V 

V 

changes from an increasing to a decreasing quantity is called the 
critical point, and theoretically is at a pressure of 0.58 of the ini- 
tial pressure.* The pressure at the throat is therefore 58 per cent 
of the higher pressure, theoretically, although tests in Chapter XL 
show that it may vary materially from this in certain nozzles. 



'Professor Rateau of Paris, in Flow of Steam Through Nozzles, states that he has 
calculated the points at which the ratio 

V 



becomes a maximum for a number of different initial pressures and finds they vary 
slightly with the pressure around the value 0.58p. It is a very peculiar fact that this 
relation exists so closely for different pressures. Mr. Joseph C. Riley, Massachusetts 
Institute of Technology, Boston, has shown that the value is affected somewhat by 
moisture in the steam. For 100 pounds initial pressure and 20 per cent priming the 
pressure at which the ratio changes is 0.54 — not a wide variation. 
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Converging Nozzle for Steam, — In case expansion is not car- 
ried far enough to pass the critical point, where 

V 



V 



begins to decrease, the diverging section of the nozzle is not re- 
quired, a condition that exists when the discharge pressure is 
58 per cent or more than 58 per cent of the initial pressure, as was 
fully explained in Chapter I. In this case the nozzle of Fig. 4 
answers all requirements. 

Method of Procedure in Nozzle Design, — Calculations for 
superheated steam are so complicated that the method and cal- 
culations for saturated steam only will be presented here. In de- 
signing for superheated steam the same objects are to be attained, 
but we have to use the superheated steam formulas for specific 
volume, velocity, etc., in so far as such formulas have been de- 
veloped and are available. 

In steam turbine design we know in advance how many foot- 
pounds of energy per second we wish to have delivered to the 
wheel by the steam, and what drop in pressure there is to be in 
flowing through the nozzle. Equation (2) gives the energy de- 
veloped per pound of steam for a given drop of pressure, and the 
total energy required divided by the energy per pound will g^ve the 
number of pounds of steam per second, or the fraction of a pound, 
as the case may be, that the nozzle must be able to deliver. 

From this, the area of the nozzle can be determined by the aid 
of equation (9). Tliis equation may be written 

Wv 
A=- (13) 

or 

lUWv 
a= (14) 

If the nozzle is of circular cross-section its diameter in inches is 
given by 



1 570 IVi^ 
^ IT r 



(15) 
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Or, if the designer prefers, he may use in place of these equa- 
tions those of Napier for the flow of steam, in Chapter XL, with 
as good or better results. The calculation of the area of a straight 
or converging nozzle is so simple that no example will be required. 

Design of a Diverging Nozzle. — In a diverging nozzle we have 
in addition to the area of the throat to find the larger outlet area. 




NOZZLE 
Pig. 6. Nozzle with Divergence Carried too Far. 



It has previously been pointed out. in connection with the tests of 
Chapter XL, and elsewhere, that/if the divergence of the nozzle 
is carried too far, the pressure 6i the steam will rise above the 
terminal outside pressure before leaving the nozzle and there will 
be an attendant loss of energy.) This is also shown in Fig 6, which 
is a record of an experiment by Francis Hodgkinson, and reported 
in a pamphlet issued by the Westinghouse Machine Company. 
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The nozzle discharges against atmospheric pressure, but tk di- 
vergence of the nozzle is so great that the steam reaches a pressore 
corresponding to that of the atmosphere shortly after the throat is 
passed ; and beyond this point the steam expands to considerably 
below atmospheric pressure, reaching Ahe lowest point at x. Then, 
as it discharges to the atmosphere, the pressure rises, and, of 
course, the velocity decreases. This shows the importance of se 
curing a correct relation between the throat and outlet areas of a 
diverging nozzle. The method to be followed can best be shown 
by an example. 

Example Illustrating the Design of a Diverging iVourte.— Re- 
quired, the throat and outlet areas for a nozzle to deliver one 
pound of steam per second, flowing from a pressure of 135 pounds 
absolute to a pressure of 45 pounds absolute. 

First, consider the throat area on line aa. Fig. 7. The steam, in 
flowing through the converging inlet of the nozzle, will expand to 
about %o of the absolute initial pressure, or to a pressure of 80 







Fig. 7. 

pounds, approximately. In Example II., where the steam ex- 
panded from 135 to 80 pounds, as in the present case, the velocity 
V was found to be 1,451.4 feet per second. In examples where 
steam is known to expand to %o of the higher pressure, however, 
it is not necessary to calculate the velocity, since for all ordinary 
initial pressures tlie velocity will be practically constant and range 
close to 1,450 feet per second. (See Table I., Chapter XL) From 
Example II., also, for pressure 80 pounds, ,r=:0.966, while s, from 
steam table=5.43. 
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Hence, for section aa of the nozzle, 

^=80, F=l,451, W=l, and z/=^^=0.966X 5.43=5.245. 

From (14), 

144X1X5.245 

a= 

1,451 

=0.52 square inch. 

Second, consider the outlet area on line bb. Here the absolute 
pressure is 45 pounds and in Example I., where steam expanded 
from 135 pounds to 45 pounds, as in this case, we found F=2,062 
feet per second and .r=0.933. From the steam tables, s for 80 
pounds=9.29. 

Hence, for section bb of the nozzle. 

/>=45, F=2,062, W=l, and z/=;r.r=0.933X^.29=8.667. 

_144X1X8.667 

"" 2,062 
=0.605 square inch. 

It will be evident from the above that the two areas are directly 
as the specific volumes and inversely as the velocities. 

Practical Considerations. 

As stated at the outset, the calculations in this chapter are 
based upon the assumption of adiabatic flow. It is a peculiar 
fact, however, that while such calculations approximate closely 
to the results of tests, it is quite certain that the flow through 
nozzles is not adiabatic, or at best it is only approximately so. 
This is indicated by the tests of Professor Lucke in Chapter XL, 
and is further shown by the fact, which any one can verify, that 
the steam discharging from a nozzle does not contain the amount 
of moisture called for by adiabatic expansion. It is the experi- 
ence of experimenters that the discharge is either blue, indi- 
cating dry steam, or dry and white, indicating not over two per 
cent of moisture. 

Frictional Losses, — Nozzles of different shapes and propor- 
tions have different coefficients of flow and the best the designer 
can do in allowing for frictional losses is to select his own co- 
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efficients from tests upon nozzles as neariy as possible like tfaoK 
he contemplates using. It is apparent from the tests of Chapter 
XI. that a converging nozzle can be designed to give a vdodtf 
of discharge within two per cent of the theoretical velocity. The 
diverging nozzles show a wider variation, and in some cases a 
very wide variation, depending upon tfadr proportions. In cal- 
culating the .weight of steam discharged Napier's rules can be 
used, as already explained, but a proper coefficient must be selected 
in each case from tests upon similar nozzles. 

Diverging Nozzles, — Rosenhain concludes from his experi- 
ments that the taper of diverging nozzles should not be far from 
1 in 12 and that the inner edge of the nozzle should be only 
slightly rounded. De Laval nozzles are made with tapers rang- 
ing from about 1 in 10 to 1 in 20, with inlet only slightly 
rounded. The experiments of Mr. Strickland L. Kneass, engineer 
of the injector department of William Sellers & Co., PhiladdpMa, 
indicate that better results are obtained from nozzles with wdl- 
rounded inlets and a taper of about 1 in 6 ; and that if properly 
proportioned it is possible to secure a velocity of flow within two 
per cent of theoretical. One of several series of experiments, 
records of which have been furnished the author by Mr. Kneass, 
was upon five different nozzles having a divergent taper of 
1 in 6, but with a ratio of discharge to throat areas carefully cal- 
culated for different initial pressures. The nozzles discharged at 
atmospheric pressure against a parabolic target, which deflected 
the steam through an angle of 90 degrees. The target was con- 
nected with a delicate weighing device by which the impact of 
the steam could be accurately determined. 

Of the several nozzles, one designed for 30 pounds initial 
pressure, gauge, and having a throat diameter of 4.14 mm and 
discharge diameter of 4.32 mm, gave the best average results 
throughout the whole range of pressures, as per table below : — 



nitial Pressure, 
Gaujfe. 


Impact Pressures 
in lb. per sq. 
mm of Nozzle. 


Weigrht Discharged, 

lb. per 6q. mm 

of Nozzle. 


120 


0.2401 


0.002870 


90 


0.1783 


0.002249 


60 


0.1174 


0.001648 


30 


0.0591 


0.000965 


15 


0.0299 


0.000688 
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From these results the author has calculated the actual veloci- 
ties of discharge, using the formula employed in Rosenhain's 
tests, and compared them with the theoretical velocities, taken 
from Chart No. 3 in the appendix, as follows : — 



Gauge 


Actual 


Theoretical 




Loss, 


Pressure. 


Velodiy. 


Velocity. 


Difference. 


Per Cent 


120 


2,690 


2,820 


130 


.046 


90 


2.550 


2,650 


100 


.038 


60 


2,290 


2,400 


110 


.045 


30 


1,970 


2,000 


30 


.015 


15 


1,400 


1,500 


100 


.066 



These results show that at 30 pounds, for which the nozzle was 
designed, the loss is only 1.5 per cent, and by comparing results 
for the whole range of pressures it will be evident that a nozzle 
IS more efficient when designed for too low a pressure than for 
too high a pressure. 

Fn)m the velocities given above the actual and theoretical 
^^rgy of the steam jet may also be calculated and compared. 
^"^ energy loss in the above cases will be found to range from 
'^013 per cent. 



CHAPTER XIV 

TURBINE VANES. . 

The Vanes of In^nilie Turbines. 

In preceding chapters we have studied the principles of the flow 
of steam and the conversion of the heat energy of steam into the 
mechanical kinetic energy of the escaping jet The subject now to 
be considered is the transference of this mechanical energy of the 
jet to the vanes of the turbine wheel. 

At the beginning of Chapter I. the meaning of absolute and 
relative motion was explained, as related to the action of a fluid 
upon a moving vane, and the treatment there given will furnish 
suflficient introduction for what is to follow. 

Diagram for a Moving Vane. — In Fig. 1 herewith a turbine 
vane moves in the direction of the horizontal arrow and is acted 
upon by a jet of steam flowing in the direction of the inclined 




Direction in 



'ction in whicit 
Viine MovcH 



Fig. 1. 

arrow. The parallelograms of motion show the velocity and 
direction of motion of the steam in entering upon and leaving the 
vane ; and the velocity and direction of motion of the vane itself. 
The lengths of the several lines represent velocities in feet per 
second, drawn to any convenient scale. In the diagpram, 

V is the initial and v the final absolute velocity and direction of 
the steam ; 
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R is the initial and r the final velocity of the steam relative to 

the vane. 

w is the velocity and direction of motion of the vane. 

If there were no loss through friction or eddying, the relative 

velocities R and r would be equal, and this will be assumed the 

case in what follows, unless otherwise stated. 

A is the angle made by V with the direction of motion of the 

vane; C, the angle made by R; and D and B, the corresponding 

angles made by the steam when leaving the vane. In what fol- 
lows A and D will be designated as the "initial" and "final" angles, 
and C and B the "entrance" and "exit" angles. 

For tangential action upon the vane, allowing the steam to 
enter upon it without impact and to leave it without commotion, 
the vane should be tangent to R at the entrance and tangent to r 
at the exit. The shape of the vane between the entrance and exit 
IS not very important, so long as the curve is gradual and smooth. 
In hydraulic turbines the water usually flows either outward or 
"iward, in a direction generally radial ; and as the vanes are large 
^t is necessary to take into account the difference in velocity of 
^eir inner and outer circumferences when proportioning the 
^^§Jes, etc. In steam turbine work this is not necessary, since the 
^^m usually flows in an axial direction and it is sufficiently 
^^^Ufate to assume that the vane moves forward in a straight line 

^ Speed equal to that of the mean circumferential speed of the 
vanes. 




Fig. 2. 



Calculating the Parts of the Diagram, — Fig. 2 shows a con- 

^nient arrangement of the velocity diagram for finding the values 

^'f the diflFerent elements, either by graphical construction or by 
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calculation. The several lines are lettered to correspond wA 
Fig. 1 and the several parts can be calculated' by the siiqile 
formulas of trigonometry. The most important formula used n 
the one stating that ''In any triai^le the square of any side is 
equal to the sum of the squares of the other two sides, minus 
twice their product into the cosine of their included angle." 

For example, if there are given values of V, w, and angles A 
and B; and it is required to fmd R ( =r), v and angles C and 27, 

*^ R^=w^^V^—2 w V CO& A (1) 

t/*=r*+«;^ — 2 r tf/ cos B (2) 

Also, it can be shown that 

VcosA — w 

Cos C= (3) 

R 

J cos B — %v 
CosD= (when line v is inclined to the right as in 

V 

Fig. 2). (4) 

w — r cos B 
Cos i?= (when line v is inclined to the left). (5) 

V 

Turbine Efficiency, — The energy of one pound of steam imping- 
ing against the turbine vanes is 



2g' 
and of one pound of steam as it leaves the vanes is 



v' 



The energy absorbed by the vane is therefore 



2^ 

By the principle of machines, 

energy absorbed by vanes 



Efficiency 



total energy delivered to vanes 

= , the 2g canceling in each case so 

that velocities only need be considered. 
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But by trigonometry, 

F«=w*+/?*— 2 w R cos (180— C), 

^fech reduces to . 

J/*=w«+/?*+2 w R cos C. 
^so, t;«=tt;*+r* — 2 w r cos S, 

whence, 

P_«^,» tt;«+/e«+2 w /? cos C— ( w^+H— 2 w; r cos S ) 

v^ ^ y* 

i?«— f »+2 w(R cos C+r cos i^ ) 

-Assuming that /?=r, as previously explained, 

j/«_^ 2 w /? ( cos C+cos B ) 
Efficiency = = ( ^ ) 

Conditions of High Efficiency. — It is obvious that to attain high 
^*'^^iency the final absolute velocity v of the steam must be small, 
^^ otherwise energy would be wasted without doing work on the 



(7) 



(8) 





y'*' 






^^^^oT 






\\c-40'~->^ 


-~^v ^••. 




1 \R 


^^-^ 




.^^^^^ ^ y 


s 


B-ao'T.,^'^^'^^ 


\ -' " 





Fig. 3. 



vanes. In Fig. 3 v has a small value and it will be evident that 
this is partly due to tfie fact that angle B is small and partly that 
w and r are equal. A few minutes spent in drawing diagrams 
will demonstrate that if angle B is large, or if zv and r differ con- 
siderably in length, the value v will be materially increased. 

In laying out a diagram economical conditions may be attained 
by selecting angles A and B as small as practicable, say from 16 
to 20 degrees, and angle C=2A, thus making w and R equal. 
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The value of w, and hence of R, will then be calculated fay 

V 

w=- (10) 

2cosA 

The final absolute velocity is calculated by 



v=wy/2 (1— cos B) (11) 

While these proportions do not give quite the maximum effi- 
ciency, they produce a simple construction and are satis&urtory if it 
is possible to use them. Steam velocities are so high, however, 
that the wheel velocity w must usually be selected from considera- 
tions of safety and utility rather than of theory. 

The question of efficiency can be made clear, without difficult 
calculations, by reference to the graphical constructions of Figs. 
3, 4, and 5. 

Efficiency as Shown by Diagrams. — 

Example /.—Let A and B =20 d^jees and F=3,000 feet per 
second. 

In accordance with the last article, let C=2^=40 d^^ees; 

V 3,000 

w= = =1,600 feet per second. This is also the 

2cos^ 2X.94 

value of R. 

In Fig. 3 draw w to any suitable scale, to represent 1,600, and 
r at an angle of 20 degrees with w to represent 3,000. Then draw 
Rzizw at an angle of 40 degrees with the latter. Complete the 

parallelogram. 

Now construct the parallelogram for the discharge in the same 
manner, making r=7C' and angle 5=20 degrees. 

z' is the absolute velocity of discharge and the vane curve is 
drawn with the entrance and exit surfaces tangent respectively to 
R and r. 

It will be evident that a wheel with vanes laid out as in Fig. 3 
will have a high efficiency. 

Example 2. — Fig. 4 has been constructed to show the influence 
of the initial angle A upon the value of v. As in the previous 
diagram C=2^, iv=R and B=20 degrees. But angle A has been 
made \h instead of 20 degrees and C 90 instead of 40 d^recs. 
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The result is that w and R and hence r are much greater than 
before and v in consequence is greater and the wheel will be less 
efficient. It will be noted, however, that while the size of angle A 
in Fig. 4 is more than double its size in Fig. 3, the value of v is 




Fig. 4. 

increased only a few per cent. There can thus be a considerable 
latitude in the selection of the initial angle. The chief disadvan- 
tage of a large angle in steam turbine work is that it necessitates 
a high value for the speed w of the wheel circumference ; and if 
we attempt to reduce the wheel velocity and still maintain a large 
initial angle, the result is not good, as the next example will 
show. 

Example j. — In Fig. 5 the angle A was made 45 degrees as 
in the last example, and the angle B 20 degrees, as in both Exam- 
ples 1 and 2. Instead of selecting C=2^, however, the speed w 
of the wheel was kept the same as in Example 1, or less than in 




Fig. 5. 



Example 2, and the angle C was then determined by drawing the 
parallelogram. The final result is a value for v greater than in 
either of the previous cases, indicating that the construction is not 
so good as where C=2A and w=:R, as in Figs. 3 and 4. 



I 
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While the foregoing examples are not of the nature of demon- 
strations, they indicate why it is desirable to have angle B as 
small as possible and A reasonably small ; while the sides of botti 
parallelograms should be equal, making C=2A, 

Vanes with Entrance and Exit Angles Equal, — An important 
case for impulse steam turbines is that of symmetrical vanes hav- 
ing entrance and exit angles equal. With vanes so proportioned 
there is no thnist to be taken care of, due to the reaction of the 
steam leaving the vanes, since the reaction is balanced by the im- 
pulse of the jet striking the vanes. 

«: 1 X =* ^-^v 



Pig. 6. 

In Fig. 6 is the diagram for this construction. Let us assume 
F=i,000 feet per second, A=20 degrees, C:=2^=40 degrees 
(the condition of high efficiency), and B, which is equal to C to 
make the vane symmetrical, is also 40 dt jjrees. 

By formula (10), 

4,000 
7c'= =^^Mv^8 feet per second. This is also the value of 

R and r. 

By formula (11), 



^': 



:2,128V2X.234=1,456 feet per second. 

The efficiency may be calculated by e:ther the first or second 
parts of formula (9) as most convenient. Taking the first part, 

we have, 

(.1^000)2— (1,456)2 

Kfficiencv— =86.7 per cent 

(4,000)* ^ 

Obviously no such wheel velocity as the above would be possi- 
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ble and no velocity of steam as great as 4,000 feet per second 
^would usually be attained, although it is sometimes reached in the 
De Laval turbine. Impulse turbines are ordinarily of the multi- 
cellular type and the drop in pressure between any two compart- 
ments would not be more than enough to produce the maximum 
velocity of flow from a converging nozzle, or about 1,450 feet 
a second. If there were one wheel in each compartment the 
velocity of its vanes, calculated on the same basis as the last 
example, would be 771 feet a second, which is within feasible 
limits. 

Formulas for Highest Efficiency. — It has been explained that 
while the conditions just outlined produce a wheel of high effi- 
ciency, they do not produce the highest efficiency possible. In 
notes issued to his students, Prof. Edward F. Miller, Massachu- 
setts Institute Technology, has worked out formulas for the 
theoretical highest efficiency for symmetrical vanes. The demon- 
strations are somewhat difficult and only the results will be given. 
It is assumed that A and V are known. Then, 

TanC=2tan^ (12) 

VcosA 

w= (13) 

2 

v=VsmA (14) 

Efficiency =cos A (15) 

The calculated results for the example of the last article are 
C=36 degrees, plus; zr=l,879 feet per second; z/=l,368 feet per 
second ; efficiency=88.3 per cent. These may be compared with 
the results found by the other method. 

Efficiency of Pelt on Type IV heel, — In Fig. 7 is a Pelton bucket 
moving in the direction K with a velocity zv. The jet strikes the 
bucket in the direction in which it is moving as indicated by 
arrow A, 

If the bucket were so shaped that there were a complete re- 
versal of the stream, allowing it to escape in the opposite direction 
from which it entered the bucket, as indicated by the dotted line, 
the efficiency would, neglecting friction, depend only on the 
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velocity of the wheel. If the wheel traveled with half Hie 
of the jet the efficiency would be 100 per cent, and as the 
of the wheel decreased the efficiency would groyr less. 



Pig. 7. 

This is an impossible condition, of course, and the buckets must 
be designed to allow the fluid to depart at a slight angle from the 
path of the bucket, as indicated by r in Fig. 7. 

Let w. Fig. 7, be the wheel velocity. If V is the velocity of the 
jet, then r, the relative velocity of the fluid on the bucket, is V — w. 
The final absolute velocity v is calculated by formula (2), 

v^=r^'\'W^ — 2 r w cos B, 
where B is the angle of discharge. 

Having found this the efficiency is easily calculated by the first 
part of the formula (9) ; or the second part of the formula may be 
used remembering that angle C is zero and that cos 0=1. 

Example, — Let F=1,000 feet per second; «;=r400 feet; and 
5=15 degrees. Then r=V — m;=600 feet per second and 
z,'2=360,000+lC0,000— 2X600X400X.966 
=56,320. 

1,000,000—56,320 

Efficiency= :=94.4 per cent 

1,000,000 

This, like other calculations for efficiency in this chapter, is 
purely theoretical and is higher than can be realized in actual con- 
ditions. 

Diagrams for Compound Impulse Turbines. — In Fig. 8 the ini- 
tial velocity V^ of the steam is assumed to be four times the wheel 
velocity 7v, and angle -^i=20 degrees. The steam, having acquired 
its velocity, flows of its own momentum through two sets of mov- 
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ing vanes and one set of guide vanes between them, and finally 
issues at an absolute velocity v^^ To avoid end thrust the moving 
vanes must be symmetrical and hence C,=B, and Cz^B^. If there 




Fig. 8. 




Fig. 9. 



were no loss through friction, etc., then the entrance velocity R^ 
relative to the vane would equal relative velocity r^ at exit; the 
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absolute velocity v^ of steam leaving the first set of moving* vanes 
woold equal the absolute velocity V^ in passing through the inter- 
mediate set of guide vanes ; and relative velocities R^ and r, would 
be equal. The dotted arcs indicate which velocities are to be 
drawn equal in this construction. 

Case Where There is Loss Through Friction. — ^If it is desired 
to take account of frictional loss this may be done as in Fig. 9, 
where relative velocity r^ is made less than relative velocity R^\ 
absolute velocity F, less than v^ ; and relative velocity r, less than 
/?2- The diminution of the velocities may be made either an 
arbitrary amount in each case or a certain percentage of the 
velocity, as desired. 

It will be noted that in Figs. 8 and 9 the vane angles are differ- 
ent for the two wheels. If desired to make them the same for 
convenience in manufacture, a plan must be followed similar to 
that now to be described in connection with reaction blades. 

The Vanes of Reaction Turbines. 

In Fig. 10 is a diagram by which the action of the steam in 
reaction' turbines may be studied. For convenience in manu- 
facture the guide and moving vanes in any one step or series of 
the turbine are usually made alike. The upper parallelogram 
shows the absolute velocity and direction V of steam leaving the 
guide vanes, its velocity and direction R relative to the moving 
vanes at the point of entrance, and the velocity and direction w of 
the moving vanes. 

The lower parallelogram shows the absolute velocity and direc- 
tion V of the steam leaving the moving vanes, its velocity and 
direction r relative to the moving vanes at the point of exit, and 
the velocity and direction w of the moving vanes. 

Characteristics of the Reaction Diacrram. — The essential dif- 
ference between this diagram and those for impulse turbines is 
that the relative velocity r is greater than R. In the reaction tur- 
bine steam first expands and acquires a velocity in the guide pas- 
sages, as in the impulse turbine. Then, in flowing through the 
wheel passages it continues to expand and acquires a greater 
velocity relative to the moving vanes than it had at the entrance. 
The absolute velocity of the steam, of course, diminishes. 
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Call u the velocity acquired by the steam as a result of the 
expansion in the passages of any one row of vanes. Then, since 
steam enters each set of guide passages with an initial velocity 
equal to the velocity v of the steam leaving the wheel vanes, we 
have: Velocity V of steam leaving the guide vanes=v-}-**« 

In the moving vanes the velocity « acquired through expansion 
has the eflFect of increasing the velocity of the steam relative to 
the vanes, so that relative velocity r of steam leaving the moving 
vanes=i?+«. From the foregoing we therefore have, V — «/= 
r— /?, or the difference between the absolute velocities V and v 
equals the difference between the relative velocities r and R, 




Pig. 10. 



Construction of a Reaction Diagram, — In Fig. 10, where the 
guide and moving vanes are alike, it will be evident that angles 
A and B must be equal and angles C and D equal, to secure tan- 
gential action upon the vanes. Hence, in Fig 11 we make these 
angles equal, having A and B as small as practicable and making 
angles C and D from 70 to 90 degrees. In hydraulic work 90 de- 
grees is frequently selected for this angle. 

Referring to triangles (1) and (3), Fig. 11, we have the com- 
mon side w and angles A and B equal ; consequently these trian- 
gles are equal and V=:r and R=v. Having assumed a suitable 
value for w, and knowing the angles, the other sides may be cal- 
culated by the principle in trigonometry that in any triangle the 
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sides are proportional to the sines of the opposite angles, as 
follows : — 



ri'sin ♦ ISO — C i 



7v sin C 



R= 



sin (C — A) =sin (C — A) 
tv sin A 



sin (C — A) 
xc sin B 






sin (D—B) 

Tc sin Z) 
sin (D—B) 



(16) 



(17) 



(18) 



(19) 



The efficiency of the reaction turbine must be studied by taking 
the machine as a whole, since the action is continuous from the 
first to the last row of vanes and the losses through leakage, fric- 
tion, etc., are such that no estimate of efficiency can be made by 
calculating the efficiency of any one set of guide and moving vanes. 
The efficiency can only be determined by experiment. 
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TESTS UPON BUCKETS AND CHANNELS. 

Tests of Strickland L. Kneass, C. E. — In 1894 a small, experi- 
mental turbine was built and tested in the injector department of 
'William Sellers & Co., Inc., Philadelphia. The machine was so 
designed that it could be assembled to operate on the plans of 
several types of turbines, including the Parsons, what later became 
Icnown as the Curtis, and the De Laval ; and when under the latter 
arrangement it could be run either as a compound or a simple tur- 
bine. 

Preliminary to the turbine tests an investigation was undertaken 
of the action of steam jets upon vanes and in flowing through 




Taper 1 in 6 



Fig. 12. Flat and Parabolic Targets for Measuring Impulse. 



curved tubes. These, as well as the turbine tests, were at the in- 
ception of Mr. Kneass, whose experimental work has several 
times *before been referred to, and who has allowed the author to 
make selections from the records of tests on buckets and tubes. 

In the preliminary tests a delicately balanced target was em- 
ployed, against which a steam jet from a nozzle was directed. The 
target was provided with a sensitive weighing device and was so 
manipulated in taking readings as to eliminate the effect of fric- 
tion in the final results. In order to measure the impulse of the 
jet, the target was made with a parabolic surface coming to a 
point at the center, so as to deflect the stream through an angle of 
ninety degrees, with as little loss as possible. When vanes or 
passages of any particular shape were to be tested, the piece com- 
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prising these was bolted to the target, by which means the im- 
pulse or reaction could be measured. 

Impact vs. Tangential Action, — In theoretical discussions of 
turbine vanes, it is assumed that the fluid must glide upon them 
tangentially in order to avoid losses from impact. In operation, 
however, hydraulic turbines seldom run at exactly the speed re- 
quired to produce tangential action ; and in fact, tests have not in- 
frequently shown that the best results are obtained by running 
at slightly faster or slower speeds. 

In elucidation of this subject are tests by Mr. Kneass, in which 
jets were allowed to discharge against flat and parabolic targets, 
as in Fig. 12, and the pressure measured in each case, with results 
as in Table I. 

Table I 



Flat Target. 



Parabolic Target. 



Steam 

Pressure, 

Gauge. 



120 
120 
120 
120 
120 



Average, 



Distance 

A. 


Pressure on 

Target per sq. 

Millimeter ot 

Nozzle, Pounds. 


, h inch 

1 I inch 

X inch 

1 inch 

li inch 


0.2302 
0.2;t^0 
0.2390 
0.2461 
0.2461 


0.238T 



Steam 

Pressure, 

Gauge. 



120 
90 
60 
30 



Distance 
A. 



Pressure on 

Target per sq. 

Millimeter ot 

jNozzIe, Pounds 



inch 
inch 
inch 
inch 



0.2413 
0.1?:7 
0.1109 
0.0640 



These tests show, that by adjusting the distance of the nozzle 
from the target it was possible to secure as great a pressure with 
the flat as with the parabolic target and point to the conclusion 
that perfect tangential action of a jet upon a vane is not essential 
to high economy. 

Another test illustrating the same fact was made with two dif- 
ferent vanes, Fig. 13, one with an entrance angle of 60 de- 
grees and one with an entrance angle of 20 degrees. The 
angle of the nozzle and the exit angle of the vanes were the same 
in both tests. The steam pressure was 15 pounds, gauge, sin<f 
the pressures upon the target were, for the (>0-degree angle 
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D.0454 pound and for the SO-degree ai^le 0.0475 pound, the jet 
flowing on tangentially at the latter angle. When the entrance 
angle was changed from 20 degrees to 60 degrees, there was a 
falling off of only 4.5 per cent. 



^x . 




/ 




X-- 


\ 





/.-•^■■' 


<*-' 






w 


I 



with DiScTCnt Eauancc An|1«. 



Experimental Buckets. — Among the other buckets tested were 
those of Fig. 14 and selected results of tests upon them are given 
in Table II., which requires no explanation, since the reader can 
easily make his own comparison of data. 

Owing to the falling off in the pressure on the target with 
bucket No. 6, as compared with bucket No. 1, another experiment 
was made with a bucket of similar design. The nozzle used with 
No. 6 was only 4 mm. diameter, while that used with No. 1 was 
6 mm. diameter. In the additional experiment the nozzle was 7 
mm. diameter, and beveled off as in the No. G test, but with a 
little larger passage leading to the nozzle proper. This gave a 
pressure against the target of 0.0572 pound per square millimeter 
of nozzle area, with an initial pressure of 15 pounds, gauge, 
showing a gain of 17 per cent over the experiment with the 4 mm. 
nozzle. 
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Exptritnents with Curved Tubes.^^—A series of 
made with curved tubing arranged as at ^ and B in F1(r. u 




Pi(. 14. Eiperinwaul Bockcti. 

which shows what large losses maj- result from friction. Copper 
tubing was used, ^ inch diameter, bent on an inner radius of }i 
inch. The nozzle used was 1 in G taper, 4.14 mm, diameter at the 
throat and 7.5 mm. diameter at the mouth. Tests were first made 
with a single tube mounted on the target and bent through an 
angle of 1 80 degrees. Three similar bends were next used with the 
first two stationary and their ends separated Ka i"ch, as at B, 
and the third one mounted on the target. The results with this ar- 
rangement, when compared with the first set of results, show the 
losses in pressure due to friction in the tubes and disturbance 
caused by the spaces between the ends of the tubes. Finally, tests 
were made with a single tube mounted on the target, (this tube 
not shown) making I'/i turns, or the same number of turns all 
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1 


11 


II 

55 


i 


1 


Remark!. 


Mo. t 


5 


i 


1 


J wo 


Received ste.m nicely in". Docket, no bock- 
ward diBchnrge, At ISO pounds' preunre 
steam escipeif In all <]liee|[Dnsfrom backet. 
At other pres&urei there was little dlKbarEa 
from side,, Bad steam left id a good jet. 


No I 


« 


A 


lEJ 


,04^ 


All ate.™ entering channel. 


Ko, » 


! 


i 


!? 


.OW) 


Apgjrent., no realstance In atriklns kn«. 


K-o. 4 


• 


ft 


IB 


:OB(W 


Backet had open enda. Steam left backet Id 
B Dice double ]el. Knite edse was cnt !□ 


No. 6 


s 


A 

I'l 


ii 


;E 


Same ai Ho. 4, but ends at bucket were <b- 
clo»od.tl»..ooollnlngU.o>teamaidBw«yt 


No. B 


! 


SEr. 


IS 


.Mre 


DlKbarged all Into B. 
Dlacfaarged equally into A and B. 



told as the three tubes at B in the diagram. The pressures upon 
the target in the three cases, per square millimeter of nozzle area, 
are given in Table III. 



^T^v. 




Experiments ivtth Rectangular Tubes. — Instead of continuing 
experiments with the round tubing, a curved rectangular tube was 
made with three half turns, as at B, Fig. 16. The dimensions of 
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Tabls III. 

Pressures in Pounds per Square Milumstsr op Nozzle, 
1-Inch Tubing, Arranged as in Fig. is. 



Steam Preaura, 
Gauge. 


Single Half 
Turn. 


Three HalfTnnia 

— PreMiireon 

Lactone. 


Contlnuou Coo, 
lITnrna 


190 
00 
00 
80 


0.400 
0.»« 
0.174 
0.U84 


0.M8 
0.170 
0.088 
0.0fti 


0.871 
0.800 

o.iao 

0.006 



the tube increased from 8.2 by 8.2 millimeters at the inlet to 8.75 
by 12 millimeters at the outlet. 

The nozzle used in this series was of 1 in 6 taper, 4.14 nun. 
diameter at the throat and G.5 mm. at the mouth. It is the same 
nozzle used in the tests in Table I. with the parabolic target Four 
arrangements were tried as illustrated at A,B,C,2Lnd D in Fig. 16 




Fig. 16. Experiments with Rectangular Curved Tubing. 
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First, tests were made with a continuous bend, B, mounted on the 
target, with results tabulated in column 3, Table IV. Second, the 
three half-bends were cut apart, as at C, with openings %4 inch 
wide, and all three bends located on the target, the results being 
ta.bulated in column 4 of the table. . Third, a single half-turn, 
shown at A, was used, the results being given in column 2. 



Table IV. 

Pressures in Pounds per Square Millimeter ok Nozzle, 
WITH |-Inch Tubing, Arranged as in Fig. i6. 



Steam Pressure, 
Gauge. 



Arrangement 
A. 



Arrangement 
B. 



Arransrement 
C 



Arrangement 



120 
90 
00 
80 



0.4178 
0.8018 
0.1800 
0.0849 



0.S7S0 
0.2669 
O.10SS 
0.0742 



0.8509 
0.2?.79 
0.1537 
O.OTSS 



0.6805 
0.4094 
0.2998 
0.1414 



Fourth, the arrangement at D was adopted, with the upper half- 
bend stationary and the two lower ones mounted on the target, re- 
sults tabulated in column 5. 

In comparing results it should be noted that, if there were no 
losses through friction, or otherwise, the pressures realized with 
arrangements A, B, and C, Fig 16, should be the same, since 
the tubes all turn the jet through 180 degrees at the point of dis- 
charge; and the pressures should also be double those obtained 
with the same nozzle discharging against the parabolic target, as 
given in Table I., where the jet is turned through an angle of 
only 90 degrees. With the arrangement at D, where the steam is 
twice turned through 180 degrees, and discharges twice at this 
angle, the pressures should be double those in the other cases with 
the tubes and four times those with the parabolic target. 

Leakage of Steam, — In the foregoing tests where the tubing 
was cut apart there was a slight leak or overflow at the first open- 
ing, when initial pressure was 120 pounds, and much more at the 
second opening. At 90 and GO pounds the leaking was much less, 
and at 30 pounds there was practically no leak whatever. 

Another series of tests was run with a rectangular tube of 
slightly greater taper, hoping to have less leak at openings. Some 



also made in the nozzle. With a continuous tobeall 
red from the nozzle nicely ; but when the three ialt- 
larated by %2-inch spaces all the steam would oat 
e'was some waste at the mouth. There were 
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Table V. 
IN Pressure, Due i 

W TUBK. 


O OPENTMCS 


pS 










W- 1 


li 1 




l-locli 
Opening 


»1 




*:' 


a'-a 



leaks at each opening, biit not as much as in the previous tests. At 
90 pounds there was very little waste at the openings and none at 
the mouth. At 00 pounds a slight leak from second opening only 
and at 30 pounds no waste at all. The effect was then tried of 
increasing the width of openings from %2 to }i i"<^h and the pres- 
sures measured in each case. The readings were first taken with 
a continuous lube and then the tube having openings of %i, 
Yig and % inch, the results being as in Table V. 



CHAPTER XV 

BODIES ROTATING AT HIGH SPEED. 

Critical Speed of Rotating Bodies. — In the description of the 
De Laval turbine, Chapter III., reference was made to the so- 
called critical speed of the wheel and flexible shaft when rotating 
at high velocity. This phenomenon may be explained by the aid 
of the accompanying diagrams : 

In Fig. 1 is a disk W mounted on a shaft A B turning in ball- 
and-socket bearings, as indicated. One side of this disk is sup- 
posed to have a dense section at hi . making it heavier than the 
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Fig. 1. Disk and Flexible Shaft. 

Opposite side. The center of gravity of the wheel, therefore, will 
lie to one side of the shaft .IB. say on the axis C D. Now if this 
shaft and disk be rotated, the centrifugal force generated by the 
heavier side w^ill be greater than that generated by the lighter ^'ulc 
diametrically opposite to it, and the shaft will deflect toward the 
heavy side, as in Fig. 2, causing the center of the disk to describe 
a small circle, indicated by the dotted line at a. To locate the 
point at which a weight should be added, or on the other hand, at 
which metal should be drilled out in order to bring the piece into 
balance, a piece of chalk is held so that the high side of the disk 
will just touch it as it comes around. The weight necessary to bal- 
ance, to be told by trial, is then added opposite to the high side 
where the mark appears ; or else, if the balancing is to be done by 
drilling, metal is removed on the same side with the mark. In the 
most accurate balancing it is advisable to use a steel point held 
rigidly, but which can be fed up gradually until the point makes a 
faint scratch on the ede:e of the (li<1*'. 
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The f or^foing conditions hold until a comparatively Ugh tjfxA 
is reached, depending upon tiie weight of tiie disk and flexibilitjr 
of the shaft A point will eventually be reached, howenr, it 





Pig. 2. Rotadon mbont Otomttrical Axis. 

several thousand revolutions a minute, when there will momen- 
tarily be excessive vibration, and then the parts will run quietly 
again. The speed at which this occurs is called the critical speed 
of the wheel, and the phenomenon itself is called the settling of 
the wheel. The explanation is that at this speed the axis of rota- 
tion changes and the wheel and shaft, instead of rotating aboat 
their geometrical center, begin to rotate about an axis through 





Fig. 3. Rotation about Aids of Grmvitj. 

their center of gravity, or about the axis C D in Fig. 1. This is 
illustrated in Fig. 3, where the wheel and shaft have taken a new 
position in which the axis C D, if extended, would pass through 
the centers of the two bearings, while the shaft is deflected so that 
it traces a circle shown by the dotted line b in Fig. 3. It is to be 
noted, however, that this circle is now on the H, or heavy, side of 
the disk instead of on the other side as before, so that now if one 
were trying to locate the point where weight should be added in 
order to balance the disk, he would find that the chalk mark came 
on the light side of the disk, and that the weight should be added 
on the same side. 
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Point Where the Settling Occurs, — Mr. Konrad Anderson 
states that the settling of a rotating body occurs when the number 
of revolutions is equal to the number of vibrations which the 
shaft makes with the wheel mounted upon it. That is, a shaft and 
Wheel have a certain time of vibration, just as does a pendulum or 
^ spring, and when this synchronizes with the time of rotation the 
<Aange is supposed to occur. In the De Laval turbine the flexible 
shaft and wheel are in such proportions that the settling takes 
place very quickly, and the critical speed is from % to J^ of the 
nomial number of the revolutions of the wheel. 

Disks Supported by a Rigid Shaft. — In the illustrations thus 
far shown, the body to be balanced is represented as a disk sup- 
ported by a flexible shaft. While it is only in special cases that 
the flexible shaft would be used, it serves to illustrate the principle 
of balancing better than if the shaft were rigid. If a disk were 
mounted on a rigid shaft and the rotative method of balancing 
were to be applied, it would be necessary to support the shaft in 
bearings loosely connected to their pedestals, which would allow 
the shaft and disk to vibrate freely under the action of the forces 
generated. 

The disks of the smaller Curtis turbines are balanced in this 
manner. The shaft is placed in a vertical position and suspended 
from the end of a cable which is given a rotary motion of the 
desired speed. The lower end of the shaft is steadied by a bear- 
ing held by springs, so that it is free to move in a sidewise direc- 
tion under the influence of the rotating shaft. Both ends of the 
turbine shaft are thus flexibly supported and as the disk rotates the 
high side is marked with chalk or blue pencil held close to the 
rotating disk. The motion is then stopped, a small piece of wire 
twisted into the blades of the disk at the proper point for the pur- 
pose of bringing it into balance, and the operation repeated. 
When perfect balance is obtained, the pieces of wire show where 
metal must be added to or taken from the disk to complete the 
work. 

Static Balancing may be successfully used for disks, if the 
apparatus is sufficiently delicate. Fig. 4 shows a machine used by 
the De Laval Steam Turbine Company for this purpose. The 
piece marked A is a. coupling flange mounted on a vertical arbor 



308 STEA:.: TURBtNES 

ready for bahncitig. The machine is placed under a drill press 
and by its aid the heavy side of the casting is located and enoHgfr 
metal drilled out to bring the flange into balance. On tq) of the 
stand are knife e<lges which carry a table C with a movable criiss , 
-li.K- /' Tliis .:ro5s ^lirt-.- h fitli'd with a pendulum in the fomi of 
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a screw uhicb rutis down Into the base and has a weight al if; 
lower end. Half way up there is a pointer and a graduated seal*: 
for indicating the ptisition of the pendulum. The arbor for sup- 
porting the piece to be balanced is at the top of tile slide B. By 
adjusting the slide one way or the other the indicator is brought 
exactly at the center of the scale and then the coupling is turned 
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round half way by hand without moving the slide. If the indi- 
ator does not move, it shows that the coupling is in balance at this 
mint; if it does move, the coupling must be out of balance and 
he necessary drilling is done. From eight to a dozen points 
iround the circumference of the coupling are tested in this man- 
ler. In order to steady the table and avoid wear of the knife 
Kiges when drilling, there are pins D which are raised against the 
t>ottom of the table by a cam and thus take the strain. 

Balancing Cylinders. — In attempting to balance a cylinder, like 
Fig. 5, a heavy portion might come at one end, as at H, and per- 
haps at the other end, also, but at a different point of the circum- 
ference, as at if', so that a considerable twisting moment would 
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be introduced. It is desirable, if possible, to divide the cylinder 
into a number of disks, as A, B, C, D, and balance each one 
separately. But this cannot always be done, as in the case of tur- 
bine drums and the rotors of electric generators. The only way 
with such parts is to mount them in loose bearings supported by 
springs and then run them by motor or other means up to the ■ 
required speed. 

Locating the Heavy Side. — It is not always easy to tell by this 
means where the heavy spot is located, since, as explained in con- 
nection with the flexible shaft and critical speed, it may under cer- 
tain conditions be on the same side with the high spot and under 
other conditions on the opposite side ; and frequently, if the 
cylinder is approaching the critical point the heavy spot will lie 
somewhere between these two extremes. In the American 
Machinist for February 22, 1!>0{1, E. R. DoLijjlas gives sugges- 
tions for finding the position of the heavy spot. After rotating 
the cylinder up to speed and marking the high spot on each end 
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with chalk, run it in the opposite direction and make similar marks. 
If they are in a different position from the first ones the heavy 
spot will lie half way between the two marks, but on which side 
can be told only by trial. Attach heavy balance weights at each 
end of the cylinder midway between the first and second marks. 
The weights should be heavy enough to completely outweigh the 
heavy spots. Now it will be evident that if the weights are in a 
position coinciding with the heavy spots, chalk marks made on 
the circumference as the cylinder is rotated will agree with the 
marks previously made when the cylinder was rotated in that 
direction ; but if the weights are opposite the heavy spots, and are 
heavy enough to overpower the latter, then the new chalk marks 
will be opposite to the original ones, indicating that the balance 
weights should be attached in the position that the heavy ones 
now occupy. 

Stresses in Rotating Bodies. 

The calculation of the stresses in rotating bodies is often a com- 
plex problem. Fortunately the excellence of material now avail- 
able makes well constructed turbine parts safe against bursting at 
the speeds that compound turbines usually ran. In practice a factor 
of safety is needed, so that approximate methods may be used in 
calculations, if the factor is on the safe side. If we are dealing 
with a disk in which there are both tangential and radial stresses 
(Fig. 6), we might neglect the considerable effect of the radial 
tension and suppose the disk to be made up of a series of concen- 
tric rings, in which the tangential or hoop tension only would be 
considered. Such a method, although only roughly approximate, 
would be safe, since there would actually be the additional radial 
tension to help. This method would be preferable to calculating 
the average tensile stress across the whole cross section of a disk, 
as is sometimes done, since the strength of a disk is at its 
weakest part and it would give way at the point where the tension 
was the greatest. (See Weisbach's Theorch'cal Mechanics, page 
G18, for method of calculating the average stress.) 

Stresses in a Rotating Ri".?. — When a cylindrical ring that is 
cnmparatively thin radially, like the rim of a flywheel, is rotated 
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about its axis, tension is set up proportional to the weight of the 
material and the square of the circumferential velocity. This 
tension is due to centrifugal force. 
The formula for the stress is 



f=- 



12 wv^ 



where /:=stress in ring, pounds per square inch. 
z«;=weight of 1 cubic inch of material. 
z/=velocity of ring in feet per second. 
^=32.2. 

Example. — ^At a speed of 400 feet per second what tension 
Would be set up in a ring, one cubic inch of which weighs 
0.28 pound ? 

__12X0.28X160,000 

32^2 

=16,700 pounds per square inch, or about 
the bursting strength of cast iron. 




Fig. 6. 



Stresses in a Rotating Disk* — An exact analysis of this prob- 
lem is given by Stodola in his work on steam turbines. In the gen- 
eral case in which the disk is of varying width, the equations giv-^ 
ing the stresses are complicated, but for the case of unifornn 

'Prepared at the. request of the author by Prof. G. A. Goodenough, of the University 
of Illinois. 
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thickness the equations reduce to comparatively simple fonm. 
Without any attempt at derivation we give the final results. 

Let «'=\veight of material per cubic inch. 
yV= speed, R. P. M. 
r, = inner radius in inches. 
r*= outer radius in inches. 
/'=a constant (Poisson's ratio) usually taken as 0.3 for 

iron or steel. 
;= radius of any point at which stress is desired. 
.S\ = tangential stress, lb. per sq. inch. 
Ji>,.=i*adial stress (See Fig.) 
Then 

.V, =0.00000355 2i' iV« r(3+>&) (^i^+^t+^^) 
-(l+3>{')r-l. 

a 2 

\ =O.OOUOO:j55 uf iV* i'S+k) (r,'+r^^ - ---- -rA . 

For r=;v that is, at the outer circumference, 

.V, = U. 00000355 l(3+X^) (;2rf+re') - (l+3>fr)r,«]. 

while at the inner circumference where r=r,, 

.V,=()J.)00U0355L(3+X') (rf+2r,«) - (1+3/f) rf ]. 

It will be observed that the thickness of the disk ha«i no in- 
fluence on the stress. The factor outside the brackets depends 
only in the material of the disk and the speed: that inside the 
brnckets upon the dimensions of the wheel. Evidently the stresses 
increase as the square of the speed. 

llxample, — Take a flat disk 40 inches outside and 4 inches 
inside diameter, material weighing 0.28 pound per cubic inch and 
rniiniiio at 1,000 R. P. M. Taking A?i=0.3 the tensile stress at the 

inner circuniforcnce is 

.OOOOO.l.-ir.XO.^SX (1,000)2 [3.3 (2X'202+2^)— 1.9X2=] 
=:'^\nOO pounds per sq. in. approx., 

and at the outer circumference it is 

.00000355X0.28X (1.000)2 [33 (202+2X2*)— 1.9X^0=] 
n.:').S0 pounds per sq. in. nearly. 
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Of course, the larger stress is taken as determining the strength 
of the disk. From the form of the general equation it is seen that 
the maximum tangential stress will always be at the inner cir- 
cumference. 

The circumferential speed in the example above is about 175 
feet per second. If the disk were run at five times this speed, 
which is something like that of a De Laval turbine disk of this 
diameter, the stresses will be twenty-five times as large — 65,000 
pounds per square inch for the inner circumference and 14,500 
pounds per square inch at the outer circumference. In the De 
Laval turbine, however, the disk is not made of uniform thick- 
ness, and the design is such that the tangential stresses are the 
same at all radii. 



CHAPTER XVI 

NOTES ON EFFICIBNCY AND DESIGN. 

Efficiency of a Turbine. — On page 181 is an explanation of the 
thermal efficiency of turbines, useful in comparing the perform- 
ance of different turbines. In estimating the losses in a turbine 
another method for computing efficiency is used, which gives 
entirely different and much higher results. It consists in cal- 
culating the rate of steam consumption for an ideal turbine, in 
which there are assumed to be no losses of any kind, and then 
finding the ratio of this to the rate of steam consumption for an 
actual turbine. 

In an ideal turbine steam would expand adiabatically from the 
initial to the final pressure and the energy can be calculated by 
any one of formulas (2), (7) or (8) for saturated steam; or 
(11) and (12) for superheated steam, Chapter XIII. 

For example, in (8) the foot pounds of energy per pound of 
steam are represented by 

y[Ai-7,(<^,-^,)-y,] (1) 

One horse-power is equivalent to 33,000 foot pounds per min- 
ute, or 33,000X60 foot pounds per hour. Hence, the number of 
pounds of steam per horse-power per hour required by the ideal 
turbine, in which steam expands adiabatically, is 

33000 X 60 
^ or 

2544.98 



^i-T,(<t>,^e,)-q, (2) 

I'lxample. — Steam expands adiabatically in a turbine from 165 
pounds absolute to 1 pound absolute. The rate of steam consump- 
tion is 

2,544.98 

l,193.G — 5(i2.()9( 1.5581 — 0.1329)— 70 
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which reduces to the fraction 

2,544.98 



321.66 



= 7.912 pounds. 



Now suppose an actual turbine to consume 12 pounds of steam 
.per brake horse-power per hour at normal load. Its efficiency 
would be 7.912-7-12 = 0.659 = 65.9 per cent. 

Analyzing Turbine Losses, — By the foregoing method the total 
losses in a turbine can be determined ; but it is a difficult matter 
to subdivide these, finding what per cent is due to one cause and 
what to another. 

It has been shown by H. F. Schmidt* that a step in this direc- 
tion can be taken for a given turbine, by plotting the total steam 
consumption curve for the turbine. It is well known in engine 
practice that this curve, when plotted for a throttling engine, 
becomes a straight line, while for an automatic engine it is 
usually a curved line. In the case of the turbine, it is approxi- 
mately a straight line, without regard to type. 

In Fig. 1 the ordinates of the chart represent pounds of steam 
per hour and the abscissas electrical horse-power. Points were 
plotted for the weight of steam used per hour by a 500 Kw. tur- 
bine at different loads and the line AD drawn through them, 
which is the total steam consumption line for the turbine. This 
line cuts the vertical coordinate at a point above the base line and 
intersects the latter to the left of the zero point. 

A similar line CO was then drawn for an ideal turbine operating 
without losses between the same pressures as the actual turbine. 
Since there are assumed to be no losses, the weight of steam used 
per hour is directly proportional to the load and the line for the 
ideal turbine passes through the zero point of the chart. 

Now, it will be evident that a certain amount of power is re- 
quired to drive the rotor of a turbine, and overcome the journal 
friction, the windage of the generator fields, and the friction of 
the dnim or disks rotating in the atmosphere of steam encased 
in the turbine. The loss due to these causes is constant, or nearly 



•Notes on the Steam Turbine, Street Railway Journal, June 25, 1904. 
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so, at all loads, while another class of losses, such as leakage, 
nozzle losses, etc., is directly proportional to the load. At no 
load, or where the power delivered by the turbine becomes zero, 
the variable losses disappear while the constant losses become the 
load of the turbine.* 

Hence OD on the diagram represents the power absorbed by the 
constant losses at zero load, and therefore at all loads. BO, drawr 
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Fig. 1. Diagram of Total Steam Consumption Curves. 



through 0, parallel with AD, is the total steam consumption line 
for the turbine, with the constant losses deducted, and the in- 
clination of CO to 50 shows how the variable losses increase witl* 
the load. 

The power represented by the losses in the turbine can be esti- 
mated from the diagram. Suppose we wish to find what it is ai 



•As a matter of fact the losses due to leakage, friction in the nozzles, etc.. do noi 
entirely disappear at no load, when a turbine is running light, but they are vefj 
small in amount and in our analysis must he classed with the constant losses. 
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G40 horse-power. From this point on the base line, Fig. 1, trace 
vertically to A, and then horizontally to C. Distance x shows the 
power that could theoretically be developed by the steam if there 
were no losses; y the part of this power that goes into useful 
work; z the part that is wasted; w the part absorbed by the 
variable losses ; and u the part absorbed by the constant losses. 

Variable Losses. — Having separated the constant from the 
variable losses, the latter can be divided into their elements only 
'^y a study of the conditions and of such tests upon nozzles, vanes, 
^tc., as are available. 

The variable losses are due chiefly to : 

1. Leakage. 

2. Radiation. 

3. Residual velocity of the steam leaving the last row of 
t^uckets. 

4. Imperfect action of the steam in the nozzles and blade 
channels, due to friction, eddying, etc. 

The latter (No. 4) may be placed under two heads, one called 
''thermal" and the other "hydraulic." The thermal losses are 
Caused by the failure of the nozzles and blade channels to properly 
expand the steam and convert its heat energy into mechanical 
energy, while the hydraulic losses are caused by the failure of the 
moving vanes to convert all the mechanical energy of the steam 
into work at the spindle. 

Losses in 1,2^0 Kzv, Turbine. — To illustrate what has preceded, 
take the second test on the 1,250 Kw. Westinghouse- Parsons 
turbine, page 190. This test was with saturated steam, with a 
mean initial pressure of 143 pounds and a condenser pressure of 
one pound absolute. 

The theoretical steam rate, calculated by formula (1) is 7.928 
pounds per horse-power hour. 

The results of the test are given in terms of electrical horse- 
power, and it will simplify the analysis to eliminate the generator 
efficiency from the results and plot the diagram in terms of 
brake horse-power. On page 178 the efficiencies of the generator 
of this turbine are given as follows: Full load, 0.96; half load, 
0.93; quarter load, 0.80, and by using these the brake horse- 




^1 

I 

ri 
11 



EFFICIENCY AND DESIGN 

energ>' in the steam. Hence, power that could theore 

produced^l,904.5-H0.589 = 3,233.4; and 3,233.4—1,9) 

^power required to overcome losses. Of this, 275 

(from the diagram) is required for the constant 

811(11,328.9—275 = 1,033.9 for the variable losses at full lo 

Since the efficiency of this turbine is 58.9 per cent the 

amount to 41.1 per cent; and of these, S75 horse-power, o 

Percent (obtained from the chart), are required to turn the 

leaving 26.7 per cent for distribution among the several iten 

"^^ke up the variable losses. 

t-?n fortunately, there are no available data by which the 

^'s can be continued in the case of the Parsons turbine. ) 

j' "'Jt know the residual velocity, and it can only be determir 

^ application of a gauge or manometer to the last step 

""bine, by which the pressure can be found. This velocity i 

^^Unied and the radiation assumed, leaving the losses fron' 

^^ and imperfect action in the blade channels to be obtair 

. ^traction; but the results would be but httle better than a 

*ne absence of definite data. 

Notes on Design. 

*n turbines which are divided into stages, it is desirable t< 
. '^ equal amount of energy utilized in each stage, and an i 
^1t problem is to determine the steam pressures and qual 
*^am in the different stages under these conditions. 

Jf expansion were adiabatic and the water of condensatior 
^ settle out of the steam in each stage, leaving the stean 
*^« number of stages and the pressure at each stage could be 
approximately by aid of the charts at the end of the v( 
"J^hus if a turbine is to operate between steam pressures c 
Pounds and one pound absolute and the steam is to have a v( 
^f l.aOO feet per second at each stage, we find from diagrams 
S that the pressure will drop in the first stage to 117 poun 
tHe second to 82 pounds; in the third to 57 pounds, etc., ap 
Oiately 13 stages being required in all. 
This assumption in regard to the dryness of the steam, hoi 



s probably not in a< 



iccord with the conditions and the proble 
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be more satisfactorily handled by aid of the temperature-entropr 
diagram. 

Temperature-Entropy Diagram for Stage Turbine. — ^Assume 
the initial and final pressures to be 1G5 pounds and one pound, 
respectively, the turbine to have three stages and the steam to 
expand adiabatically. By formula (8), Chapter XIII., the 
kinetic energy acquired per pound of steam is found to be 
250,251 foot pounds, requiring an expenditure of 321.66 beat 
units. For the construction of the temperature-entropy diagram 
we have the following data : 

Temperature saturated steam at 1G5 lb. abs. = 365.88. 
Entropy of water at 165 lb. abs. = 0.523. 
Entropy of steam at 165 lb. abs. = 1.558. 
Temperature saturated steam at 1 lb. abs. = 101.99. 
Entropy dry saturated steam at 1 lb. abs. = 1.985. 

Points b and c. Fig. 3, represent the entropy of water and 
steam respectively for the higher temperature. Through b draw 
tlic straight line ba intersecting the 32-degree point on the vertical 
coordinate. This is the water line of the diagram and closely 
approximates the true water line, which is a logarithmic curve. 
The entropy of point a at a temperature 101.99 degrees is found 
by measurement to be 0.11. Through a draw the horizontal line 
ad, and through c the adiabatic line cd. The line ce is the sat- 
urated steam line and the entropy of point ^=1.985. 

The area abed represents the number of available heat units 
per pound of steam and should equal 321.66, but actually equals 
32T.<)1, because the water line was taken as a straight instead of 
a curved line. 

We now have the geometrical figure abed in the form of ^ 
trapezoid, to be divided into three equal parts, each part repre- 
senting the energy expended in one stage of the turbine. This 
is a geometrical problem, merely, and may be solved by the fol- 
lowing formula, taking the values in terms of temperature and 
entropy units.* 

Let // :- length of top of trapezoid in entropy units. 
/^ ■-- length of bottom in entropy units. 

*KoriTmla propo<;cd by Ralph E. Flanders. 
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C=height in d^rees F. 

Pr= percentage of whole area which is to be included be- 
tween a line horizontal with the base and the base itself. 

//=height of horizontal line above base in degrees F. 
^hen: 



H= Ib—\/D^—P{D^—A^)\ 

B—A\ ) 



(3) 



In the example above ^ = 1.558—0.523 = 1.035; Z? = 1.558 — 
^•^1-^1.448; C= 365.88-101.99 = 263.89; P=M and %. 
S"t>stituting in (3) and solving, // = 78.59, when P = H. and 
^^^-'49whenP=%. 

^^king these values of //, the horizontal lines fg and hk are 
'^^-^n, dividing the diagram into three equal areas. The teni- 
P€i-^ture represented by hk is 101.99 + 78.59 = 180.58; and by fi^ 
^^ 101.99 + 165.49 = 267.48. 

^ n Fig. 3 ce is the saturated steam line of the diagram and the 
^t^unt of dry steam present at the end of adiabatic expansion is 

ad 

- - • 

ae 

Diagram Showing Reevaporation, — Under actual conditions 

^ere would be friction and eddying of the steam which would rc- 

^^rd the velocity of flow and part of its kinetic energy would be 

Converted into heat, which would reevaporate some of the moist - 

Vire, making the steam drier than indicated by the above ratio. 

Fig. 4 shows how this action may be represented by the heat 
tiiagram. Taking the same pressures as before, assume thai 
steam flows from the higher to the lower pressure and that, after 
discharging, its velocity is checked by eddying or otherwise, so 
that 20 per cent of its kinetic energy is converted into heat energy. 

The available heat energy is represented by area abed, con- 
taining 327.61 heat units as in Fig. 3. 

We will assume two different conditions of discharge. 

First, that it is into a space so large or unconfined that the 
reevaporation will have no tendency to raise the steam pressure. 
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The evaporation of the moisture will then take place at constant 
temperature and the change in entropy will be along the iwther- 
mal line de. If this change is dh, the area ddhh' under ik wfll 
represent the work of reevaporation, or 327.61-7-5=65.52 heat 
units, the reevaporation being 20 per cent 

The line {/A is at an absolute temperature of 101.99 +460.7 
= 562.67 d^^rees and dh will therefore have a value of 65.52 -f 
562.69 = 0.116 entropy unit This added to 1.558, the entropy of 
point d, gives 1.674 as the entropy of the steam at the compledon 
of the reevaporation. The dry steam present is therefore 

ah 1.674 

— = ^=0.84, or 84 per cent 

ae i,vbo 

In the diag^m the area afgd is equivalent to the area itdhh\ 
which, deducted from abed leaves fbcg as the net heat energ>' 
converted into useful work. 

Second : Another way to regard the matter is to assume the 
steam to discharge from the nozzle into a closely confined space so 
that the reevaporation will raise the pressure and temperature of 
the steam. If this change is adiabatic and 20 per cent of the 
energy is expended in reevaporation, it is obvious that the tem- 
perature will rise until it reaches a point g, where the percentage 
of dry steam is 84, as before determined. To find the quality of 
the steam, first locate fg, cutting off 20 per cent from the total 
area of the diagram. By formula (3) it is found to be 46.64 de- 
grees above ad, giving a temperature of 101.99 + 46.64=: 148.63 
degrees. Entropy of dry, saturated steam at this temperature 
(point /, Fig. 4) = 1.841; entropy of steam discharging from 
nozzle remains constant at 1.558 ; dryness of steam = 1.558-=- 1.841 
= 0.84, as found by the other method. 

A curved line drawn from c to h will give approximately 
the quality of the steam at any point. 

Fig. 5 is a reproduction of Fig. 3, but with the dotted lines 
f'g'f h'k' and ad\ showing the net work and the temperature of 
each stage under the assumption that expansion is adiabatic, re- 
evaporation is 20 per cent and that the latter action is adiabatic, 
as above explained. Then : 
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Net work in first stage is fbc^ and temperature is x' instead 
of x; net work in second stage is h'fg'k' and temperature is y 
instead of y ; net work in last stage is a'k'k'd' and final tempera- 
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icntutc- Entropy Diiimn Show* 



ture is »' instead of s, showing that the heat given up by friction 
and eddying is carried along from stage to stage, and discharged 
to condenser at the end. 

The temperatures x', y', and s' enable the quality of the steam 
to be found in each stage by which the area of the passages may 
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be calculated ; and also the pressure diflferences existing, by which 
the velocity of flow may be calculated. 

Example in Design. — Required, to proportion a 500 Kw. tur- 
bine, multicellular type, with one wheel in each compartment; 
pressures 165 pounds and one pound absolute. 

Tests on a 500 horse-power Rateau turbine of this type show 
a brake efficiency of GO per cent. Thirteen per cent of the power 
at normal load is required to turn the rotor, leaving 27 per cent 
to be distributed among the other losses. 




Fig. 5. Diagram Showing Re-evaporation. 



The turbine will be governed by throttling the steam and we 
will assume that the initial pressure is throttled to 100 pounds 
absolute at normal load, leaving a small margin for overloads 
without resort to the secondarv admission valve. 

There will be 10 stages, this being sufficient to produce a mod- 
erate wheel velocity and to ensure that the drop in pressure from 
stage to stage will not exceed 40 per cent, so that diverging nozzles 
will not be necessary. 

The energy available is found by formula (1) to be 289.36 heat 
units, or 225,122 foot pounds; and 22,512 per stage, giving a 
velocity of discharge of 1,204 feet per second. Tests with con- 
verging nozzles indicate that the actual velocity will be within 
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I per cent of the calculated ; and the actual velocity of discharge 
may therefore be taken at 1,180 feet per second. 

Making the wheel vanes symmetrical, we find, formula (10), 
Qiapter XIV., wheel velocity w=628 feet per second; and by 
formula (11) residual velocity of steam = 430 feet per second. 

To determine the area of the g^ide passages or nozzles three 
additional items must be known: (1) the weight of steam re- 
quired; (2) the pressure at each stage; (3) the dryness of the 
steam at each stage. 

1. With a turbine efficiency of 0.60 and a generator efficiency 
of 0.94, the combined efficiency will be 0.5G4. To obtain weight 
of steam, 500 Kw. = 670 H. P. and (670 X 500) -^ 0.564 = 653,- 
369 foot pounds that must be provided for per second. The 
available energy per pound of steam was found to be 225,122 foot 
pounds. Hence, weight of steam required = 653,369 -f- 225,122 = 
2.9 pounds per second. 

2. The pressure in each stage is to be determined by the aid 
of formula (3), following the approximation of either Fig. 3 or 
Fig. 5, and carrying through the calculation for the 10 stages. 
This will give the temperatures for each stage, from which the 
pressures can be obtained. 

3. The dryness of the steam at the different stages is to be 
obtained from the diagram by estimating the evaporation as 
already explained ; either doing this at the end of expansion and 
sketching in the temperature-entropy line for the mixture of the 
steam and vapor {ch in Fig. 4), or by calculating the entropy at 
diflferent points and plotting the curve. 

To arrive at the probable reevaporation, let us assume the losses 
as follows : 

Per cent. 

1. Constant (to turn rotor) 13 

2. Radiation and leakage 5 

3. Residual velocity (last stage) 2 

4. Friction in nozzles 2 

5. Friction and eddying in channels, etc 18 

40 
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Of these, a part of (1), due to friction of the rotating disks in 
the steam, represents conversion of mechanical work into heat. 
If the turbine is designed so that steam blows directly from one 
stage into the next, only a part of (6) will cause reevaporation ; 
but if the steam is brought to a standstill in each stage, the whole 
18 per cent will act in this way. It probably will not be far wrong 
to take the reevaporation at 20 per cent. 

It will be realized that calculations based on normal load become 
null and void at other loads and that the turbine problem is one 
of compromise between different running conditions. The final 
and most important determination of proportions must be em- 
pirical, based on tests of the completed machine. 



CHAPTER XVII 

THE COMMERCIAL ASPECT OF THE TURBINE. 

Limitations of the Turbine. — The field of the turbine is limited 
by its relatively high speed and the facts that it is a one-speed 
machine and is non-reversible, in the sense that the reciprocating 
engine is reversible, without duplication of its main running parts. 
The high speed of the turbine precludes its use for driving ma- 
chinery by belt or ropes, unless some form of balanced reduction 
gearing is employed, which no mechanic would advocate, except 
for the smallest units. Because of these limitations the turbine is 
restricted to driving direct-connected apparatus, such as gen- 
erators, centrifugal pumps, blowers, and the propellers of ships; 
and in the latter case special expedients must be adopted to secure 
the necessary speed variation and reversal, as explained in 
Chapter XX. The turbine is essentially a central station machine, 
for the generation of electric power. 

The Field of the Turbine. — The extent to which the turbine 
has laid hold of the central station field may not be generally 
appreciated, but is shown in a striking manner by the records of 
sales of the turbine manufacturers. Up to April, 1906, as recorded 
in the National Electric Light Association Report upon steam 
turbines for that year, the Westinghouse Machine Company had 
either installed or on order turbines for 180 customers; and of 
these 120 were for electric light, traction or power companies. 
Also, in a list of turbines of 500 Kw. or over, installed by the 
General Electric Company, or ordered of them, about 140 out of 
175 purchasers were electric light, traction or power companies. 

A similar condition also exists in England and on the continent. 
In the paper just mentioned, is a report by W. C. L. Eglin, who 
traveled abroad to investigate the turbine situation. He says: 
"There can be no doubt as to the status of the turbine as a prime 
mover, in the generation of electrical energy by the use of steam, 
for all of the recently designed stations which were visited were 
equipped with turbines and some of the older stations, built 
originally for engine-driven units, are being increased in capacity 
bv installation of turbine units. The onlv observed instance in 
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which this is not true is that of the Metropolitan station in Paris, 
which is being completed by the installation of one large engine- 
driven unit It is rather interesting to note that in interviews 

with leading engineers no question was ever raised as to the 
comparative merits of engines and turbines for electric light 
plants." 

While the turbine in all sizes is very successful for electric 
generating, the distinct field that it has won for itself is that of 
large units, in central stations. Large steam engines, with their 
heavy frames, ponderous moving parts and large generators, are 
in marked contrast to the small and compact turbine units of 
corresponding power. 

The Field of the Reciprocating Engine. — The power for rolling 
mills, blast furnaces, waterworks, mine hoisting, air and ammonia 
compressing, etc., will be furnished by the piston engine for a 
long time to come. Rolling mills have been driven by electricity 
to a limited extent, and centrifugal air compressors, turbine 
driven, have been successfully used. But in general the turbine 
must wait upon the development of such apparatus before it can 
enter the above fields. It is also safe to say that the Corliss or 
similar type of engine will continue to be used for mill work, 
where driving by belt or ropes is in vogue. 

The competition to be met in electric generating will depend 
upon the future development of the turbine. The design of Par- 
sons turbines is not well adapted to small-sized units, and turbines 
of this type are not now built in this country in powers of less than 
400 Kw., or about 600 horse-power. As long as these turbines 
are not made in the smaller sizes, the only competition with re- 
ciprocating engines of less than 600 horse-power will be turbines 
of the impulse type, such as the De Laval and the Curtis, and 
there is thus a comparatively clear field for the several types of 
engines made in these sizes. Their real competitor at the present 
time is the gas engine rather than the turbine. 

The possibility of engines of intermediate sizes, say from 600 to 
1,500 horse-power, meeting turbines on an equal footing in com- 
petition depends mainly upon whether land values and space avail- 
able are at a premium. If such is the case the turbine would 
naturally be selected; but if not, many engineers would select in 
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preference compound engines of medium speed, which are 
economical and reliable and reasonably compact. 

Turbine Advantages, as usually claimed, are about as follows : 
High economy under variable loads; small floor space; uniform 
angular velocity and close speed regulation ; freedom from vibra- 
tion; inexpensive foundations; ease of erection and quickness in 
starting; steam economy not seriously impaired by wear or lack 
of adjustment; small cost for maintenance and attendance; but 
little danger from water entrained in the steam ; adapted for high 
superheat ; water of condensation free from oil. 

Reciprocating Engine Advantages, — Rather than call attention 
to special features, engine builders point to the proven reliability 
of the reciprocating engine ; to the fact that it is in no sense an 
experimental or undeveloped device; that its condensing system 
is simple, requiring only a small quantity of cooling water ; and 
that high economy is obtained without the use of superheated 
steam. 

Several of these claims for the turbine and engine will bear 
discussion. 

Comparative Economy, — This has been considered in its dif- 
ferent phases in Chapters IX. and X. A point in this connection, 
not as generally appreciated as it should be. is that a compound 
engine will not show up creditably under variable loads unless 
properly designed and adjusted. It is held by some authorities that 
under variable loads the best results cannot be obtained with the 
drop cut-off gear of a Corliss engine. With this gear the initial 
pressure in the cylinder approximates the steam pipe pressure at 
all points of cut-off, and it is held that better economy is to be 
obtained by throttling the steam in the high-pressure cylinder at 
short cut-offs. This is easily accomplished by the use of shifting 
eccentrics and a shaft governor. 

In the matter of adjustment, tests on one of the 7,500 horse- 
power engines of the 59th Street station of the Interborough 
Rapid Transit Company, New York, show what effect this may 
have. When running with a load equally divided between two 
cylinders the steam rate at 4,000 Kw. was 17.4 pounds and at 
6,000 Kw. 19 pounds. Afterwards, by adjusting the low-pressure 
gear the receiver pressure was changed, with results at these two 
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loads of 1? and 17.5 pounds per Kw, hour.* It is reasonable to 
suppose that a large proportion of compound engines, even if 
designed along the lines of best economy, are not running tmder 
prq>er adjustment, and this fact must be considered in ooBOKr 
tion writh the comparative economy of turbines and enginfs; for 
there are no adjustments to be made on the turtnne that cin 
seriously affect its rate of steam consumption. 



I HORIZONTAL 




. .. ., 









Fll- 1. RcUtiv* Floor Space for 1,000 Kir. Bntinta and Turbia**. 

Electric Generatin<^. — In running direct-connected alternators 
in parallel, the turbine has the advantage of a imtform tumii^ 
moment and its high speed produces a powerful regulating force 
without the use of a flywhzel. There is no reciprocating motion 
to be converted into synchronous rotary motion. The regulation 
of turbines is so close that it has been found possible to run rail- 
way, power and lighting circuits from the same machine. Where 
a tnrbine is installed in a plant with piston engines or water 
wheels, it tends to have a steadying influence on the whole system, 
owing to its inertia effect. 

The Use of Oil. — No cylinder oil is required for the turbine, 
so that the exhaust may he condensed and used over and over 
again in the boilers, provided jirecautions are taken to prevent 

•See diigram in paper by Hrnry r,. Stmt on Pow«r Plant Economics Prot AiB. 
Inst, E. E,. Janiiary. 1906. 
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oil comii^ from the condenser auxiliaries intenningling with the 
condensed steam. The bearii^ of the turbine are the only parts 
diat are oiled, and as the lubricant is circulated through the bear- 
ings, then collected, cooled and used over again, there is but little 
opportunity for loss. Returns from a large number of users of 
Westinghouse turbines show that only about one quarter gallon 
of oil is required for the bearings per kilowatt per year, which 
is at the rate of about five cents a day for a 400 Kw. turbine. 




Fig. 2. Cotnpii 



Noise. — There is a great difference in the running qualities of 
different turbine generators, some of them operating quietly and 
others producing a roar that is very objectionable. This has been 
overcome to some extent by designing the rotating fields so as to 
have a smooth exterior, and more recently, in the Parsons type of 
turbine, the noise has been largely obviated by encasing the gen- 
erator and then circulating air through the casing by means of a 
blower. The casing deadens the noise and the circulation of the 
air cools the motor and enables heavier overloads to be carried 
for longer periods of time. 
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Pl(. t. Plu ud Bltratiiia at SOO Kw. Wcrtin^uo* TotUb*. 




Fig. 4. Elevition and Plan ot SOO Kw. HIch-Bpcad B 
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Relative Space Occupied by Engines and Turbines. 

Comparison of 500 Kw, Units. — Fig. 1 is a graphic comparison 
oi the floor space required for horizontal turbines, and vertical 
and horizontal cross-compound Corliss engines, the basis of com* 




Pig. 5. Plan and Elevation of 500 Kw. Corliss Engine. 

parison being a 1,000 Kw. unit, including the direct-connected 
generator, the engine cylinders being 28 and 56 by 48 inches, 95 
revolutions.* 



In pamphlet by Edw. H. Sniffin, issued by The Westinghouse Machine Company. 



33* 



STEAM TURBINES 



Fig. 2 is a comparison of the famous Reyacdds vertial- 
horizontal engine of 5,000 Kw., and a Curtis turbine of d» same 
power. 

The most favorable case for the steam engine is to be had b; 
selecting high- and medium-speed engines for comparison widi 




turbines of corresponding power. In Figs. 4, 5 and 6 are three 
different styles of engines of 500 Kw. capacity, two of which are 
horizontal machines and are to be compared with the 500 Kw. 
Westinghousc- Parsons turbine, Fig. 3, while the third is a vertical 
machine comparable with the 500 Kw. Curtis turbine, Fig, 7. All 
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of the diagrams, for both vertical and horizontal machines are 
drawn to the same scale. 

Fig. 4 is a plan and elevation of a McEwen compound high- 
speed engine designed to run non-condensing and drive a 400 Kw. 
A. C. generator ; but when running condensing it is ample for a 
500 Kw. generator. The plan view shows the top of the founda- 
tion, which is six inches larger all around than the engine bed. 

The vertical engine, Fig. G, is a cross-compound Shepherd en- 
gine, medium speed. 



Table I. 

lilMENSIONS OF HORIZONTAL PARSONS TyPE TuRBINES WITH CeNERATORS. 



Kw 


R. P. M. 


Length. 


Width. 


Ileijfht. 
tbM volts. 


Weijcht, lb. 




6o cycles 2 


or 3 pliase. 


Not over 




800 


8,eoo 


23 ft. 4 in 


4 ft. in ! 5 ft. 1 in. 


86,500 


500 


8,000 


24 ft. 6 in 


4ft. Oin. 


5 ft. 1 in. 


40,000 


750 


1,800 


27 It. Oin. 


5 ft. 10 in. 


5 ft. 9 in. 


65 200 


1.000 


13» 


; 9 ft. in. 


6 ft. 10 in. 


6 ft. 6 in. 


81,500 


L500 


1,800 


SI ft. 10 in. 


6 ft. 10 in. 


6 ft. fl in. 


108,000 


S.0OO 


1,900 


84 ft. 9 in 


9 ft. 2 in. 


8 ft 2 in. 


188,000 


8500 


900 


35 tt. 9 in. 


10 ft. 6 in. 


9 ft 4 in. 


287,000 


5,500 


780 


46 ft. Oin. 


11 ft. 4 in. 


10 ft 6 in. 


417,000 




2S cycles 2 


or 3 phase. 


Not over 


6600 volts. 




800 


1,600 


28 ft. 6 in. 


« ft. 4 in. 


5 ft 9 in. 


51,000 


600 


1,600 


24 ft. 6 in. 


6 ft. 4 in. 


5 ft 9 in. 


56.600 


760 


1,600 


28 ft. 8 in. 


6 ft. 4 in. 


6ft Oin. 


75,500 


1,000 


1.500 


29 ft. 9 in. 


7 It. 6 in. 


6 ft 9 in. 


101.900 


1,600 


1,500 


82 ft. 6 in. 


7 ft. 6 in 


7ft Oin. 


181,000 


2,000 


1,600 


88ft. Oin. 


9 ft. in. 


8ft Oin. 


166,000 • 


8,600 


760 


42 ft. 6 in 


11 ft. 8 in. 


10 ft 5 in. 


856.000 


5,600 


750 


4« ft. 10 in 


18 ft. 2 in. 


lift 6 in. 


460,000 


7,600 


750 


50 It. 10 in. 


13 ft 8 in. 


11 ft 6 in. 


511,000 



Tables of Dimensions, — Table I. gives the approximate floor 
dimensions and height of horizontal turbines of the Parsons type, 
with their generators, as made by the Allis-Chalmers Company. 
In Table II. are the over-all floor dimensions of horizontal, cross- 
compound Corliss engines, as built by the same firm. These two 
tables will enable the reader to make an approximate estimate of 
the saving in space to be effected by installing a turbine of the 
horizontal type. To facilitate comparison of the two tables, 
column four was prepared, giving the approximate generator 
capacity of the different sizes of engines. These values were 
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worked out by first estimating the indicated horse-power by the 
rule-of-thumb method of squaring the diameter of the low- 
pressure cylinder and dividing by two ; and then estimating the 




Table II. 
Dimensions of Horizontal Cross-Compound Corliss Engines, 



Size of Cylinder. 



Diam. 
H. P. 



Diam. 
L. F. 



I 
Stroke, i 



12 


21 


30 


12 


JM 


36 


14 


28 


30 


14 


28 


36 


1« 


82 


36 


1« 


32 


42 


18 


»J 


36 


18 


36 


42 


18 


36 


48 


21) 


40 


36 


20 


40 


42 


3f) 


40 


48 


22 


44 


86 


22 


44 


42 


• 22 


44 


48 


5M 


48 


42 


24 


48 


48 


2« 


52 


42 


2rt 


52 


48 


20 


62 


60 


28 


m 


48 


2M 


545 


&) 


m 


(iO 


48 


30 


60 


60 


82 


64 


60 


34 


«W 


m 


m 


72 


eri 



Approx. 

Capacity 

Generator 

in Kw. 



2.K) 
8(K) 
400 
500 

500 

750 

750 
1,(XX) 

1,000 

1,250 

1.500 
1.750 
2,(»K) 



18 f 
18 f 
18 f 

18 f 

19 f 
22f 

19 f 
22 f 
25 f 
2J)f 

22 f 
25 f 

20 f 

23 f 
25 f 

21 f 
27 
24 
27 
32 
27 
32 
27f 
32f 

3;H 

3rU 
.3.3 f 



3 
9 
4 

10 

7 

3 

9 

6 

3 



6 



9 

3 

8 

6 



8 
o 

2 
6 
6 
9 
9 





R 



n. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 

n, 

n 

n. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 



15 f 

16 f 

15 f 

16 f 

17 f 
17 f 

17 f 
16 f 

18 f 

19 f 
19 f 
20f 
19 f 
21 f 
21 f 

Ol f 



in. 



23 

23 

21 

21 

25 

26 

2(if 

27 f 

2Sf 

29 f 



29 f 



. 7 in. 
8 in. 
. 8 in. 
. Sin. 
. in. 
. 6 in. 
. 5 in. 
. Oin. 
. 7 in. 
. 6 in. 
. 10 in. 
. 5 in. 
. 10 in. 
. 2 in. 
. 4 in. 
. 3 in. 
. in. 
. 8 in. 
. 4 in. 
. 10 in. 
. 10 in. 
. 4 in. 
. 4 in. 
. 4 in. 
. 10 in. 
. 1 in. 
. 6 in. 



oo ft 

28 ft. 
21ft. 
25 fl. 
2) ft. 
27 ft. 

27 ft. 

28 ft. 
30 ft. 
v'6 ft. 

29 ft, 
81 ft. 
27 ft. 

30 ft. 

32 ft. 
80 ft. 

as ft. 

80 ft. 

33 ft. 

;j8ft. 

84 ft. 

39 ft. 
86 ft. 

40 ft. 
41ft. 
48 ft. 
44 ft. 



D 



.1. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 
n. 



19 ft. 
19 ft. 
19 ft. 

19 ft. 

20 ft. 
20 ft. 

aoft. 

21ft. 
23 ft. 

22 ft. 

23 ft. 

28 ft. 

23 ft. 

24 ft. 

25 ft. 
25 ft. 
23 ft. 
21ft. 
27 ft. 
2 5 ft. 

29 ft. 
8Jft. 
83 ft. 
81ft. 
83 ft. 
81 ft. 
8Jft. 




6 

6 

6 
6 
« 
3 
6 

9 
6 
3 

2 


10 
6 

6 

6 
6 


10 
6 



n. 

n. 

n. 

n. 

n. 

n. 

n. 
in. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 

n. 
in. 

n. 

n. 

n. 
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net kilowatt capacity as two thirds of the indicated horse-power. 
The above rule for indicated horse-power is on the basis of GOO 
feet piston speed. In the table the same values have in some in- 
stances been given to engines of different sizes. In such cases 
the value ascribed to the smaller engine is on the basis of about 
700 feet piston speed. 

Space Necessary for Condensing Apparatus. — Comparative 




Vig. 1. Amngcmtnt 



for Curtli Turblnt. 



Bgures of space required for power units are of but little vahic, 
unless the room occupied by the condensing apparatus is also 
taken into consideration. In the engine plant, which is usually 
equipped with jet or barometric condensers, the percentage of 
room is very small and can be easily estimated, because of the 
simplicity of the apparatus. 

The condensing apparatus for turbine plants is fully described 
in Chapter XIX. If a surface condenser is used, it must be at 
least double the size required for a reciprocating engine and a 
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corresponding increase in the capacity of the drculating piui^ 
and piping. In order to maintain a high vacuum the air piuflp 
employed in engine practice is usually replaced by two pieca of 
apparatus : the hot-well pump, which removes the water of con- 
densation, and the dry-air pump, which exhausts the air and npor 
from the condenser. The dry-air pump is frequently made id die 
form of a two-stage air pump driven by a steam cylinder with 
Corliss valve gear, making a lat^e and complicated piece of 
apparatus. 




It is difficult to estimate offhand the space required for turlrine 
condensing outfits, because considerations of convenience in pipe 
connections often make it advisable to widely separate the parts of 
the equipment. Several diagrams are shown, however, indicating 
the relative floor space occupied by turbines and their condensing 
plants, where the condenser and auxiliaries are compactly ar- 
ranged. 

Condensers for Curtis Turbines. — In Fig. 8 is a layout of con- 
denser and auxiliaries for a Curtis turbine, sketched roughly 
frfini a blue print furnished by the Alberger Condenser Company- 
The accumulator and pump in the upper right-hand comer are 
for the step bearing of the turbine and have nothing to do with 
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the condenser. Sometimes the condenser is built into the turbine 
base, in which case space would be required only for the circu- 
lating and the hot-well and vacuum pumps. It is not good policy 
to crowd the condensing apparatus too closely about the turbine, 
because the machinery will not be accessible for inspection and 
repairs, and room must always be provided for removing the 
condenser tubes. 

Condensers for Horizontal Turbines. — It is the usual plan to 
place the condenser and part of the auxiliaries in the basement; 
and in the case of a horizontal turbine advantage can be taken of 
the fact that a foundation is not required under its full length, by 
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Fig. 10. Connection to Condenser. 



utilizing part of the space under the turbine for the condenser. 
The dry-air pump is so complicated a piece of apparatus that it is 
better to place this on the turbine room floor, instead of in the 
basement, to ensure its having the same care and attention, and 
being kept in as good condition as the turbine itself. 

In Fig. 7, Chapter IXX., is one of the most compact arrange- 
ments of condenser and pumps that can be devised. The space 
occupied, including room for removal of condenser tubes, is less 
than twice the area of the baseplate of the turbine and generator. 

A plan that meets with much favor is to place the condenser 
crosswise of and directly underneath the turbine as in Fig. 9, 
herewith. The concrete piers supporting the turbine are located 
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at A, B and C, as indicated by the dotted sections. An arch 
would be sprung between B and C and I-beams running from 
A to B would be used to stiffen the baseplate at this point If 
the condenser is of the downward-flow type, receiving steam at 
the top, it would be placed directly under the exhaust nozzle of 
the turbine, as indicated, and the various pumps could be grouped 
as shown. 

If a counter-current condenser is used, receiving steam at the 
bottom, it would be necessary to locate it to the left, next to pier 
A, Fig. 9, using an elbow in the exhaust pipe. The location and 



Eq 



3 '■ 



arrangement are indicated in Fig. 10. A similar arrangement of 
piping would be adopted if it were desired to set the condenser 
parallel with the turbine and alongside of the turbine foundation, 
as is often done. Fig. 8, Chapter XIX., shows a turbine with 
condenser located underneath. 

Frequently space is economized, as well as first cost of ap- 
paratus, by having one condenser serve two turbines, placing the 
condenser between them, as in Fig. 11. This makes one of the 
most compact arrangements and is satisfactory for small and 
medium-sized units. 
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From the foregoing- it appears feasible to arrange the con- 
ensing apparatus to come into an area equal to two to three 
imes the space occupied by the turbine and generator, in the 
ase of horizontal turbines ; and an area of four to five times the 
pace required for the foundation of vertical turbines, with due 
egard for the removal of condenser tubes. 

Enlargement of Plant. — The possibilities of the turbine as a 
leans for the enlargement of an e;Kisting plant, is well illustrated 
y the turbine installation of the B. F. Goodrich Company, Akron, 
), The plan of the engine room is as in the accompanying illus- 




Plf. 12. Engiiu Roam with Turbint Additipni 



raticai.* There were originally the cross-compound engines and 
lenerators shown, and it was found impossible by any arrasj"; 
unt of the machinery to increase the capacity of the plant by 
ny more than 600 Kw., without extending the building, if the 
ame type of units was adhered to. Instead, it was decided to 
istall two turbines, as indicated in the plan, which doubled the 
apacity of the plant without disturbing the old arrangement. It 
rill be evident that another increase in the capacity may be made 
y replacing the IfiO Kw. engine unit by two 400 Kw. turbo 

*Ori(iiiaIl]r appurcd In E/iginitriitg Hem. 
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units. The power house was originally laid out for l,6fi0 kilo* 
watts, but without enlarging the building or replacing Ae large 
engines it could be made to accommodate 2,950 kilowatts, an in- 
crease of 80 per cent The present engine plant of lA^ Kw. 
occupies 2,630 square feet, or 44 per cent of the total. The ta- 
bine plant of 1,150 Kw. occupies 980 square feet or 16 per cent of 
the total. The balance of the space is occupied by other apparatus. 



Comparative Cost of Turbine Outfits and Their Maintenance. 

The cost of complete turbine and engine outfits is practicaUy 
the same (exclusive of land and buildings), and such differences 
as exist will be found to be no greater than often met with in 
the cost of different ^gine equipments of the same power. The 
selling price of turbine outfits is governed by the price of engine 
outfits rather than by the cost to manufacture. 

It will be of interest to compare cost figures for the apparatus 
of two plants of equal size, one engine-driven and one tu^bin^ 
driven. Such an itemized statement will show the distribution oi 
expense, illustrating how certain factors entering into the engine 
costs, such as the foundations and generator, are offset by other 
items, such as the turbine condensing system. The data will 
also assist the reader in making his own preliminary estimates. 

Example for Comparison, — ^Assume the case of a 750 Kw. 
turbine and generator operating with 150 pounds steam pressure 
and 100 degrees superheat. The generator to be 60-cycle, 3-phase, 
2.300 volts. 

A^ the cMuiviilii t of this a firm of engine builders have pro- 
P' ~^cd ti^ supply n cro«; ^-compound 24 and 50 by 42 engine, 100 
r. v «'t'ti'.iM>, opcrarin?, v. ith 150 pounds pressure, saturated steam. 
I'hc engine Is ratea at 1,200 horse-power, or about IJ^ times the 
Kw. capacity of the turbine. This is ample to allow for the 
losses in the engine and generator when comparing the indicated 
horse-power of an engine with the net output in kilowatts of a 
turbo-generator. The proportions of the engine are generous, 
giving ample power for overloads. The generator is to be 60- 
cycle, :*2-pole. 3-pliase. y,:?00 volts. 
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Estimate for Turbine Outfit: 

Turbine and Generator. — 750 Kw., 150 pounds steam pressure, 
100 degrees superheat; generator, 60-cycle, 3-phase, 2,300 volts. 
Price, $22,500. 

Exciter. — Engine-driven, $1,500. 

Surface Condenser. — Four square feet cooling surface allowed 
per kilowatt, or 3,000 square feet ; 60 to 70 pounds cooling water 
per pound steam. Condenser equipped with 12-inch centrifugal 
circulating pump, driven by an 8 by 8 engine, and an air pump, 
steam driven. Price, $5,200. 

Barometric Condenser. — If a condenser of this type is preferred 
it should be capable of handling GO times the volume of con- 
densed steam. Price $4,000. 

Erecting Condenser. — Two hundred dollars. 

Foundation.— Of concrete, 12.5 feet deep. At $6 per cubic yard 
(a mean value), the cost would be $250. 

Superheater. — Estimate on the basis of $2 per boiler horse- 
power for 50 degrees superheat and $2.60 per boiler horse-power 
for 100 degrees superheat. One boiler ' horse-power is the 
capacity to evaporate 34.5 pounds of water from and at 212 de- 
grees F. The boilers necessary to generate steam for high-grade 
compound engines or turbines may therefore safely have less than 
one-half the rated power of engine or turbine. In the present 
case 500 horse-power boiler capacity will meet the requirements, 
and the superheater for 100 degrees superheat would cost $1,300. 

Estimate for Engine Outfit: 

Engine. — Cross-compound, 24 and 50 by 42 ; 100 revolutions ; 
150 pounds saturated steam. Price $14,600, or $20 per Kw. 

Generator. — Alternating current; 60-cycle; 72-pole; 3-phase; 
2,300 volts. Price, $8,950. 

Exciter. — Engine-driven. Price, $1,500. 

Surface Condenser. — Allow 10 pounds steam condensed per 
hour per square foot cooling surface, and 35 pounds cooling 
water per pound steam. Direct-acting pump with circulating and 
air cylinders. Price, $3,000. 

Barometric Condenser. — If preferred, allow 40 to 50 pounds 
water per pound steam. Centrifugal pump steam driven. Price^ 
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$2,500. An ordinary jet condenser could be installed for $2,000. 

Foundation. — Concrete, 12.5 feet deep ; 276 cubic yards, $6 per 
yard. Price, $1,656. 

Erecting and Freight on outfit complete, $2,500. 

Apparatus in Common. — ^The feed pumps, switchboard, stadc 
and boilers, superheater excepted, would be the same for eitber 
type of plant. Water tube boilers, delivered and erected, cost 
$14.50 per boiler horse-power. The piping, exclusive of exhaust, 
would cost practically the same in either case, and may be esti- 
mated at $8 per boiler horse-power. The expense of exhaust 
piping will depend upon the location of condenser, which, in the 
case of the turbine is often connected directly to the tuiUne. 
Smaller water piping is required for the condenser with an 
engine than with a turbine. 

Summary, — Assuming the surface condenser for each type of 
apparatus and tabulating the items that differ in the two types, 
we have: 



Turbine. 

Turbine and Generator, 
Surface Condenser, 
Erecting Condenser, 
Foundations, 
Superheater, 



$22,500 

5,200 

200 

250 

1,300 

$29,450 



Engine, 

Engine, 
Generator, 
Surface Condenser, 
Foundation, 
Erecting, 



$14,600 
S,9S0 
3.000 
1,656 
2,500 

$30,706 



Ordinarily the surface type of condenser would not be installed 
witli the engine, thus reducing the cost somewhat. 

General Figures, — Taking the above figures, with the omission 
of the superheater cost, we have, for a 750 Kw. turbo-generator, 
surface condenser, foundation and installation, $28,150, or $37 per 
Kw. The engine figures are $40 per Kw. To compare with this, 
the actual cost of two larger units will be given. One was a 
1,500 Kw. turbo-generator, which, with surface condenser, 
foundation and installation, cost $30.20 per Kw. The other was 
an 1,100 Kw. cross-compound engine, jet condenser, foundation, 
and installation, costing $32.40 per Kw. 

The cost of turbo-generators per Kw. (60 cycles) ij approxi- 
mately as follows: 3,000 Kw., $20; 1,500 Kw., $24; 750 Kw., 
$:m ; r,00 Kw., $32. 
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Surface condensers for high vacuum cost, with necessary aux- 
iliaries, from $7 to $10 per Kw. ; and barometric jet condensers 
from $5 to $6 per Kw. Two additional examples of condenser 
costs will be cited. 

A 1,550 square foot surface condenser for a 750 Kw. engine; 
26-inch vacuum (2 square feet per Kw.) ; direct-acting pump 
underneath condenser and centrifugal circulating pump and en- 
gine at end of condenser. Price, f. o. b. factory, $2,650, or, say 
$3.50 per Kw. 

A 2,000 square foot surface condenser for a 500 Kw. turbine ; 
28-inch vacuum (4 square feet per Kw.) ; Edwards air pump; 
centrifugal circulating pump and engine. Price, f. o. b. factory, 
$3,852, or, say $7.50 per Kw. 

Cost of Land and Buildings, — No estimate of turbine costs is 
of any value whatever without taking into consideration the cost 
of land and buildings. In comparing turbine and engine costs 
the important item to be considered is the investment for real 
estate in the two cases. Outside of the operating room the space 
required for the plant will not be materially different, whichever 
type of apparatus is installed. The turbine room of the turbine 
plant, however, need be only about one half the size of the same 
room in an engine plant, and knowing the cost of building and 
the value of land per square foot in any community, the saving 
can be very quickly arrived at in the rough. Thus, take the case 
of a plant with four 750 Kw. units. By the aid of Tables I. and II. 
and a little figuring with pencil and paper, it will be found that 
an engine room of 7,600 square feet and a turbine room of half 
this, or 3,600 square feet will be ample for all the power-gen- 
erating machinery. At $5 per square foot the land saving would 
be $18,000 and the saving in the building might easily be as 
great, depending entirely upon the style adopted. 

Cost of Maintenance and Operation, — In a paper before the 
American Institute of Electrical Engineers, January, 1896, Henry 
G. Stott, superintendent of motive power, Interborough Rapid 
Transit Company, New York, gives a careful analysis of power- 
plant economics. He considers different types of prime movers, 
including gas engines and combinations of gas engines and tur- 
bines and of reciprocating engines and turbines. 
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In the paper is a tabulation of the relative values of the 
various items necessary in the maintenance and operation of 
power plants, and two columns of the table are reproduced here- 
with. The first column covers a plant with compound condensing 
reciprocating engines without superheat and is derived from a 
year's record of actual costs in a plant with 7,500 horse-power 
AUis vertical-horizontal engines. The turbine compared with this 
is a 5,000 Kw. unit, which is believed by Mr. Stott to have the 



Table III. 

Distribution of Maintenance and Operation. 
Charges per Kw. Hour, 



Maintenance. 



Engine room mechanical 

Boiler room 

Coal and ash handling apparatus 

Electrical apparatus 

Operation. 

Coal and ash handling labor 

Removal of ashes 

Dock rental 

Boiler room labor 

Boiler room oil, waste, etc 

Coal 

Water 

Engine room mechanical labor 

Lubrication 

Waste, etc 

Electrical labor 

Relative cost of maintenance and oj)eration 
Relative investment in per cent 



Recipro- 
cating 
Engrines. 

2.67 
4.61 
0.66 
1.12 



2.26 
1.06 



0.74 
7.15 
0.17 
61.80 
7.14 
6.n 
1.77 
0.80 
2.52 



Steam 
Turbines 

0.51 
4.80 

0.64 
1.12 



2.11 
0.»4 
0.74 
6.68 
0.17 
57.80 
0.71 
1.85 
0.85 
0.80 
25S 




best record for economy up to date. It has a flatter steam rate 
curve than the engine, shows practically as good economy at 
normal load with saturated steam and a thermal economy Q,6 per 
cent better with supcrlicated steam. The various turbine items 
arc derived from actual costs. 



Turbine Troubles. 

In beginning the construction of steam turbines, it was inevita- 
ble there should be difficulties which could not be foreseen and 
which could be overcome only by observing the machines in 
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Dperation after they were erected in the different power plants. 
With the turbine has come a whole series of new engineering 
problems, apart from the turbine itself. The greatest of these 
has been the electric generator, which must not only be right, elec- 
trically, but must be free from deformation and the consequent 
destruction of balance at high speeds. This problem has still to 
be solved by many of the electric companies not directly interested 
in turbine construction. In 1906 the author visited an engine 
works where an experimental turbine had been built and was 
standing idle on the erecting floor, because it had not been possi- 
ble to secure a satisfactory generator for it. 

Other problems have come from the ability of the turbine to 
utilize high vacuums, which has required a vast improvement in 
condensing machinery; and from the employment of highly 
superheated steam, which has made provision necessary in the 
turbine and connections to equalize the expansion due to high 
temperatures. 

The best testimony upon the success with which these problems 
have been worked out is to be had from turbine users themselves. 
Such testimony has been published in the 1905 report of the 
standing committee of the National Electric Light Association, 
for the investigation of steam turbines, and is given in condensed 
form herewith: 

Report of Committee of the N, E. L, Association, — In preparing 
the 1905 report, 95 companies were written to for information. 
These companies were operating turbines aggregating over 100,- 
000 kilowatts and special efforts were made to obtain a com- 
plete statement of troubles experienced with the machines. Re- 
plies were received from 59 companies, and it is interesting to 
note that all seemed well satisfied with their turbines and very 
few admitted having any trouble with the turbines themselves, 
independent of the condensers and other auxiliary apparatus. 

Of the replies from users of De Laval turbines, one reported 
some trouble due to the design of the brush holders of the 
dynamo, which was easily remedied, while another had trouble 
with the oiling. This was due to the filling up of the spiral oil- 
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ways, which stopped the flow of oil, and was overcome by the 
use of special oil, carefully filtered. 

One company, operating Curtis turbines, reported a shut- 
down caused by a worn bearing on the tachometer connected with 
the latch of the emergency stop valve; also slight trouble from 
loose laminations in the armature of the generator. On another 
Curtis turbine the needle valves and the main nozzle valves were 
warped by the high degree of superheat employed. On still 
another turbine of this typ2 there was air leakage in the turbine 
and also trouble from water mixing with the oil lubricating the 
step bearing. 

Several companies having Parsons turbines reported difficulties. 
One experienced trouble from the oil solidifying into a jelly in 
some of the bearings. Another reported the repeated cutting 
out of the throttle valve seat, which was attributed to the peculiar 
water used in the locality ; also excessive vibration caused by the 
expansion of the exhaust piping, throwing the turbine out of line. 
This latter was corrected by installing an expansion joint in the 
exhaust pipe. The field coils of the generator of two Parsons 
turbines burned out at less than normal load, indicating some 
error in design. There was also a breakage of one or more of the 
brass sleeves of the main bearings of these turbines and special 
attention was required to keep the lubricating system in good 
order. 

Three companies reported breakages of blades in Parsons tur- 
bines. In one case where superheated steam was used, sufficient 
time was not allowed in starting to warm up the machine and 
maintain the proper clearance between the blade tips and the 
casing. In another case, where there was said to have been no 
rubbing of the blades against the casing, many of the blades of 
the rotor were broken while running. Whatever the cause of 
this may have been, such accidents are now guarded against by 
the use of steel lacing to stiffen the blades. The third company 
had a few blades broken by some foreign substance carried into 
the turbine through the steam pipe. This did not affect the 
operation of the turbine, which continued to run until it was 
convenient to repair it. 

It will be seen from the above that the accidents reported are 
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11 of a minor character, with the exception of the blade failures. 
Lven when making allowance for the reticence of the firms in- 
errogated, the difficulties experienced must be admitted to be very 
:ew and comparatively insignificant. 

Danger from Water. — It is claimed for the turbine that it is 
not injured by water coming over from the boiler in case of exces- 
sive priming. Instances are on record where a slug of water has 
suddenly entered a turbine, bringing the rotating member almost 
to a standstill, without injury to the machine. Destruction of the 
blading has also occurred from this cause in some cases, but this 
is practically impossible except in machines like the Rateau or 
certain types of Parsons turbines in which the outer ends of the 
blades are unsupported; and even in these machines the high- 
pressure blades are so short that damage from water mingled with 
the incoming steam seldom results. Breakage would be more 
likely to occur if water should set, back from the condenser 
through some difficulty with the pumps. At the low-pressure 
end of the turbine the blades are long and slender, and running as 
they do at very high speed, sudden contact with the water might 
strip off the last row. Further damage seems to be prevented, 
however, by the next row of fixed guide vanes, which divide the 
water into small streams and thus protect the other rotating mem- 
bers. Compared with the breakages that so often occur from 
water in a steam engine cylinder, turbine troubles from water 
seem insignificant. 

Distortion of Casing, — In Parsons turbines there has been 
trouble from the distortion of the casing, resulting in the moving 
and stationary parts coming in contact, tearing out some of the 
blading. Trouble has been experienced from the casing arching 
upward under the effect of superheated steam, on account of 
the top of the cylinder expanding more than the bottom, this 
being due to the fact that the shell was not made symmetrical, 
sometimes having ribs or heavier parts at the bottom than at the 
top. This has been remedied in later machines by more care in 
the design. 

Another cause for distortion has been the "pull" of the con- 
denser at the low-pressure end, due to the vacuum. Inasmuch as 
a high vacuum is carried, at which pressure steam has a high 
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specific volume, the opening to the condenser is necessarily of 
unusually large dimensions and atmospheric pressure distributed 
over this opening produces a heavy stress. Under the most ap- 
proved form of construction the exhaust nozzle leading from the 
turbine passes down through the pedestal at the low-pressure tad 
of the turbine, thus placing this stress directly upon the founda- 
tion in so far as possible. 

A corrugated copper expansion joint is also placed in the ex- 
haust piping just below the turbine outlet, to compensate for 
unequal expansion and for any change in the relative posi- 
tions of condenser and turbine, due to settling of foundations. 

Another method that has been tried consists in bolting the con- 
denser flange rigidly to the casing, with the condenser under the 
casing. The base of the condenser rests on a flexible foundation 
of springs, sufficient to relieve the turbine of the weight of the 
condenser, but allowing it to go and come with the turbine. The 
condenser is thus to all intents and purposes a part of the tur- 
bine, supported by the turbine foundation, and it will be evident 
that the "pull" of the vacuum will have no more tendency to dis- 
tort the casing than will the pressure at any other part of the 
casing. 

Stripping the Blades. — The most serious accident that can 
befall a turbine is that mentioned under the last heading, of the 
rotating and stationary parts coming together and the stripping 
of the blades. This trouble has been experienced to a greater or 
less extent in turbines in which the blades have no protection or 
support at their outer ends. In the early days of the Parsons tur- 
bine there was an endless amount of trouble from blade failures. 
The blades broke, not only when the rotating and stationary parts 
came in contact, but from no visible cause, one theory being that 
rapid vibration of the rotating member produced repeated stresses 
in the blades, leading to their rupture. 

Lately a great deal of attention has been given to the blade 
question. Where the material is an alloy, the composition is 
selected with due regard to strength and ductibility as well as 
resistance to erosion. Several manufacturers have adopted steel 
of high grade. In turbines patterned after the original Parsons 
type, in which the outer ends of the blades have no support, a 
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steel lacing is employed, twisted and interwoven between the 

todes near their outer ends. By these means, and the removal 

of causes leading to the rubbing of the blades of the rotor against 

fte stationary parts, blade troubles have been almost entirely 

c^minated, where the machines have proper care in the power 

P^ant 

A. more substantial blade support is desirable, however, and a 
'^^rked improvement has been made in the construction covered 
^y the Fulleger and Sankey patents, already described in con- 
"^<^tion with the Allis-Chalmers and Willans and Robinson tur- 
"^*^«s. The shroud ring employed in this type effectually shields 
"^^ blades against destruction, even when there is rubbing con- 
^^^t or a foreign substance enters the turbine. 

^n interesting example of the effectiveness of this is afforded 
*^V a 5,500 Kw. unit installed at the Kent Avenue power house of 
*^^ Brooklyn Rapid Transit Company, by the Allis-Chalmers 
Company. When the turbine had been running several days after 
^t was first started, the casing was opened for inspection. It was 
^ound that the blading had been rubbing hard against the casing 
for about one third the length of the turbine, but without in any- 
way injuring the machine. Later the blading had a still more 
severe test. By some means a large jackknife had been left 
inside the turbine. One of the knife blades had gotten between 
the spindle and the shroud of the first row of stationary blades 
and, acting like a lathe tool, had cut into the body of the drum 
for a width of about three eighths and a depth of about three 
sixteenths of an inch. This cut loosened the calking strip which 
held the ring of blades in place and the latter, under the influ- 
ence of centrifugal force, had bent outward, so that the channel- 
shaped shroud ring had rubbed hard in the bore of the cylinder, 
and the flanges of the ring had been worn down almost to the 
heads of the rivets which hold the ring to the blades. Not a 
single blade, however, had become loosened or injured. 

In the Curtis Turbine the shroud ring, and also the base ring 
of the bucket segments, are wider than the blades themselves, 
thus effectually protecting them. The construction in this respect 
IS an improvement over the earlier form used. 
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Blade Erosion. 

During the lifetime of a reciprocating engine, there is con- 
tinually increasing steam leakage, because of the wear of the 
valves, piston rings and cylinder.* At best this loss is considerable, 
and in order to maintain the economy of the engine the valves 
must occasionally be scraped to their seats, the cylinder rdwred, 
and the piston rings refitted. 

In the turbine there are no corresponding wearing parts and 
practically the only deterioration that can affect the steam con- 
sumption comes from the cutting action of the steam or water 
upon the blades. Experience thus far indicates that blade erosion 
will not prove a serious matter ; but the turbine must pass through 
a longer trying-out period than it yet has to demonstrate virhether 
a drop in steam economy is to be expected from this cause, when 
a machine has had a long period of service.f 

Erosion Caused by High Velocity and Moisture. — To test the 
tcHilency of steam flowing at different velocities to erode the 
surfaces of buckets, Francis Hodgkinson experimented at the 
Westinghouse Machine Company's plant with hard-drawn delta 
metal blades exposed to two steam jets. The velocity of one jet 
was about 2,900 feet per second and of the other about 600 feet 
per second. The blades were continuously exposed to the jets 
for 128 hours. Those subjected to the higher velocity were 
stripped and eroded, while those subjected to the lower velocity 
were not injured.^ 

•In 1904-05 the Steam Research Committee of the Institution of Mechanical En- 
gineers, England, investigated the leakage of valves and pistons of a small slide- 
vahe compound engine. The tests were carried out under all manner of conditions, 
and the results show that with well-fitted valves the leakage may amount to over 20 rcr 
cent and is rarely less than 4 per cent, depending upon the steam pressure, speed, lap 
of valves, etc. Other types of valves might be either better or worse. 

-j-A 500 Kw. Parsons turbine was installed at the plant of the Cambridge Electrical 
Sui>i>Iy Company, England. After it had operated about a year, it was tested by 
Profc«>sor Ewing and showed a result of 25 pounds per Kw. hour, normal load; and 
24,4 at a slight overload. The factory test of this machine showed a result of 24.1 
pounds per Kw. hour. In the later tests, however, besides running with wet steam, 
the turbine was driving its own air and circulating pumps, and the steam for these 
was charged to the turbine. In the test at the builder's works the turbine did not 
drive its own pumps. There have also been some other tests of turbines after com- 
paratively short periods of operation, but as yet no results have been published of tests 
made after turbines have been in longer operation, say for a period of 10 years. 

JPaiier by Francis Hodgkinson before the A. S. M. E. in 1904. 
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It also appears to be well established that erosion is greatly 
increased by the presence of moisture in steam, especially when 
flowing at high velocities, and this may account for the rapid 
vrear in the case of the high-velocity steam in the Hodgkinson 
experiment. Such action is corroborated by the manner in which 
steam injectors invariably wear. The steam nozzles of injectors 
are seldom eroded, although steam flows through them at veloci- 
ties exceeding 1,500 feet per second; but the combining nozzles, 
through which the feed water and condensed steam pass at a 
more moderate rate, are often so badly scored that they must be 
renewed. Inquiry of several manufacturers of injectors has 
brought replies showing that but little trouble is experienced with 
the steam nozzles. 

Erosion in De Laval Turbines. — In the De Laval turbine, in 
which enormous steam velocities are realized, there is occasional 
cutting of the blades, when the conditions of water or steam are 
not favorable. This was commented upon in a paper before the 
A. S. M. E. in 1904, by E. S. Lea, then of the De Laval Steam 
Turbine Company, who stated that there have been a few in- 
stances where buckets have worn out in a year, necessitating re- 
placement. In other cases the wear has been very slight, even in 
a run of four or five years. The wear affects only the steam inlet 
side of the buckets and hence does not impair the efficiency to a 
great extent. In tests upon a turbine of 100 horse-power, where 
the edge of the buckets had been worn away about one sixteenth 
inch, the steam consumption was about five per cent higher than 
with new buckets. 

Erosion in Parsons Turbines. — In the Parsons turbine, where 
steam velocities are low, the trouble from erosion appears to be 
almost entirely absent, such cutting as occurs being slight and 
mostly in the low-pressure end, where the steam is moist. Some 
time ago articles were published in certain technical journals, in 
which were illustrations of badly scored Parsons buckets, and 
the impression was conveyed that they were samples of the condi- 
tion that turbine buckets might be expected to get into. The 
author succeeded in running down the source of the information 
and found that the blades illustrated had been taken from a tur- 
bine which had become injured by contact of the moving vanes 



with the casing, ami that the cutting had undoubtedly been done 
by particles of stee! broken off and blown through with the 
steam. 

To further investigate this important subject letters were writ- 
ten to American engine builders and to a number of engineers in 
England, where the turbine has been used longer than in this 




country, asking for definite information in regard to blade 
erosion. It was expected that the engine builders, at least, 
would be well informed upon turbine difficulties; but no hi- 
formation was secured from them, nor from any other source, to 
indicate that the question of erosion need cause apprehension. 
Some erosion does occur when the conditions are right for it, 
1 in the Parsons t.vpe of turbine, with its low steam velocities; 
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but engineers in general hold to the opinion that it is not a matter 
of great moment. 

Experience with iVestinghouse Turbines. — The first turbine of 
the Parsons type to be put into practical use in this country was 
installed at the air brake works, Wilmerding, Pa., in 1899. After 
it had been in continuous service 34 hours a day for over five 
years the blades were carefully inspected for wear. Fig. 13 is a 
t view of a portion of the rotor at the low-pressure end, where the 
LBteam is tlie most moist and cutting would be expected, if any- 
where. In Fig. li is a view of a section of the blading in the 
tpper half of the casing. Both views show the blades to be in 
;ood condition, and the company states that the only wear that 
»ald be detected was in the case of certain vanes which were 
dightly out of line with the remaining ones of their particular 
One of these was broken out and is shown in Fig, 15, 
Photographed beside a new blade for comparison. Such wear as 
Kcurred was chiefly at points a, a. The edges of the blade were 
worn to a knife edge. The steam supplied to this turbine is said 
) have been excessively wet, the feed water extremely acid, and 
> carry so much sediment that the turbine had frequently to be 
Kcleaned out hy air blast. 

]Vear of Curtis Blades. — The only information the author has 
f seen upon erosion in the Curtis turbine has been given by Chas. B. 
Burleigh of the General Electric Company.* He says: 

"The only data we can present are from experience, to the 
effect that after the most exhaustive tests under most trying 
conditions no appreciable wear can be detected ; and of some 
100 turbines of an approximate aggregate capacity of some 
103,600 Kw., all of which are in commercial operation and many 
of which have been in almost continuous commercial operation for 
nearly two years, we have been unable to detect the slightest 
evidence of wear. 

"I had an opportunity last week of examining the interior of a 
2,000 Kw. turbine that had been in service for a year on railroad 
work, in company with a prominent New England manufacturer, 
and we were unable to detect the slightest evidence of any change 

Taper an the Curlls turbine before the New England Riilroid Oub, April. 1901. 
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in the appearance of any part of the turbine with which the 

steam came in contact Nor would this be a matter of 

serious moment if conditions were different, for the reason that 
if it were necessary to replace every part of a Curtis turbine with 
which the steam comes in contact the machine is so constructed 
that this could be accomplished without serious inconvenience and 
at an expense not exceeding 10 per cent of the first cost." 

Composition of Blades. — There is no doubt that the breakage 
and erosion of blades depends to a considerable extent upon their 
composition, which, as before stated, has received a great deal of 
attention. Ordinary bronzes containing tin have their properties 
too much affected at the temperatures of superheated steam to 
make them reliable, one of the reasons being that tin melts at 450 
degrees F. Brass also weakens at high temperatures, to a less 
extent, but has been extensively used for blades, the alloy varying 
from 72 parts copper and 28 parts zinc, to 63 copper and 37 zinc. 
Its tensile strength, annealed, is about 45,000 pounds per square 
inch ; but by cold drawing this can be increased. 

An alloy of about G5,000 pounds tensile strength, which with- 
stands erosion well, consists of 80 parts copper and 20 parts 
nickel; and it is only slightly affected by temperatures coming 
within the range of steam temperatures in practice. Steel forg- 
ings, which are used more or less for blades, also retain their 
properties satisfactorily at the temperatures of steam. 

One manufacturer uses a nickel bronze, which is said to be a 
copper-zinc alloy containing a small percentage of nickel and iron, 
the latter to increase its strength and wearing qualities. This 
bronze is the result of much experimenting and its makers do not 
care to give the exact composition. 
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CARE AND MANAGEMENT. 

The duties of the engineer of a turbine plant are in most re- 
spects like those of the engineer of a plant equipped with recipro- 
cating engines. There are, however, special things to be attended 
to in order to keep a turbine in good running condition. 

First of all it must be remembered that the turbine is a high- 
speed machine and that if anything is to happen to it it will 
happen suddenly and almost without warning. A turbine that 
has frequent inspection and regular care will run day in and day 
out. But if the oil circulation is allowed to fail, or the step- 
bearing pump allowed to balk, or other vital part to get out of 
order through lack of attention, a shutdown is the inevitable 
result. An engineer must not deceive himself by thinking he can 
coax a turbine along which he has not kept up in condition. 
There is no possibility, for example, of nursing a hot bearing on a 
turbine as so often done with a reciprocating engine. 

It is generally held that turbines require less care than re- 
ciprocating engines, which is true if by "care" is meant the 
actual labor expended upon the turbine itself. But if the high- 
vacuum condensing system be coimted in, it is a fair question for 
argument whether a ^'rotary engineer" may not be kept just as 
busy as a ''reciprocating engineer."* It needs to be emphasized 

•Upon this point C. J. Davidson, chief engineer of power plants, the Milwaukee 
Electric Railway and Light Company, writes the author as follows: "In our 
company there is no great difTcrcnce in the extent and degree or quality of attend- 
ance (required by turbines and reciprocating engines), notwithstanding the popular 
opinion to the contrary. Our experience has been with turbines of the Curtis type. 
While it may be possible to realize the claims of some of the advocates of turbines 
relative to their ability to be put quickly in service, it is both our experience and 
observation that it requires some time after starting for the bucket wheels to find 
their final running position, due to expansion, and on this account we exercise quite 
as much care as we would do in warming up a large engine. 

"The step-bearing pump must be kept in constant operation or serious results will 
follow. This means eternal vigilance. Synchronizing two alternators driven by 
turbines is exceptionally easy ; but great precision and consequent care on the part 
of the attendant is necessary, as a comparatively slight shock will unbalance these 
machines. 

"In general I should say that the modern steam turbine is more refined me- 
chanically and consequently a more dcliratc piece of apparatus than the reciprocating 
steam engine, and to insure it«; reliability of operation probably requires somewhat 
less labor but correspondingly greater skill than is necessary in case of the engine." 
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^"^t close watch must be kept of the oiling system, vacuum, step- 
"^aring pump, gland water (the former on the Curtis and the 
'^ttcr on the Parsons), etc., while the turbine is running; and 
^hen the turbine is not running, the auxiliaries should be gone 
^Ver, glands packed, oiling system inspected and cleaned, if 
'^^cessary, and valves and governor parts inspected for freedom 
^f movement, and for leaks and wear, respectively. 

In what follows a few general directions will be given, after 
Which the handling of different turbines will be considered sepa- 
^atelv. 

Starting. — The same care must be exercised in warming up a 
turbine as a steam engine of corresponding power. Let steam 
blow through slowly with the turbine standing idle. During this 
interval start the auxiliaries, first the circulating pump, then the 
hot-well and dry-air pumps and the oil pump. Finally, start the 
turbine slowly, later bringing it up to speed. Start the exciter 
set after the turbine begins to rotate. As in the case of a re- 
ciprocating engine, gradual starting will avoid a sudden rush of 
steam from the boiler, carrying water with it and sweeping along 
the water of condensation lodged in the piping. 

If steam is drawn from a superheater, take particular care in 
handling the admission valve, for during the warming up the 
small quantity of steam flowing will become considerably cooled, 
while the larger volume flowing when the throttle is opened wider 
will retain its superheat and the turbine will be suddenly exposed 
to a temperature much higher than that of the warming-up 
period. In warming up with superheated steam, rotate the 
spindle slowly for a long enough period to ensure that all parts 
are brought up uniformly to their normal temperature before 
bringing up to speed. 

The chief concerh of the engineer in starting should be to do 
nothing to produce sudden changes of temperature in the tur- 
bine. Where turbines are standing idle part of the time, but are 
liable to be called into service, it is a good plan to keep them warm 
all the time by allowing a small quantity of steam to enter con- 
tinuously, preferably through a by-pass in the throttle. In this 
way a much quicker start can be made, without danger of a mis- 
hap, or of the rotor being out of balance and vibrating. A rapid 
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Start can be made more easily with Curtis than with Parsons tur- 
bines and if a Curtis turbine has been kept warm it can be 
brought up to speed in two or three minutes in an emergency. 
In general, however, 10 to 15 minutes should be taken in warm- 
ing up and starting either a Curtis or Parsons turbine, and if 
the auxiliaries are put into operation at the same time it will 
usually require about the same interval to get them running 
regularly. 

Shutiing Dozvn. — Partly close the throttle before reducing the 
load on the generator, so the turbine can be brought under instant 
control in case it should speed up when the load is thrown off. 
This cannot happen, of course, if the safety stop is operative. 
After closing the throttle it is well to trip the stop motion to test 
its action. After shutting off steam close the condenser valve ; or 
if the turbine is connected to an independent condenser, stop the 
air pump, hot-well pump and circulating pump. It is not un- 
common for a turbine rotor, running in vacuum and with no load, 
to continue to rotate for from 30 to GO minutes after steam is 
shut off. The speed can be " checked by opening the drains, 
admitting air to the casing, and by leaving the current on the 
generator fields. If the turbine has an independent load, in- 
stead of running in parallel with others, this can be used to 
quickly check the speed. 

Condensing Apparatus. — The turbine engineer, who has a high- 
vacuum surface condenser and connected apparatus under his 
care, will find the turbine itself to be the least source of his 
troubles. A loss of an inch or two in vacuum in a reciprocating 
engine plant, where 26 inches is considered a good vacuum, is 
not a serious matter. But in a turbine plant, where 27 or 28 
inches or more are carried, a drop of an inch or two in vacuum 
means a large increase in steam consumption, as explained in 
Chapter XIX. It is therefore a much more important matter to 
keep the condensing system of a turbine plant up to a high state 
of efficiency than in the case of an engine plant, and it is also 
a much more difficult matter to do so, because of the greater 
chance for air leakage through glands, joints and relief valve. 
It is a temptation to let air leaks go and cover up their existence 
by pushing the air and circulating pumps, with consequent addi- 
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tion to operating expenses. But the painstaking engineer will 
not be satisfied to do business in this way. 

More or less trouble is experienced from the carbonization of 
the oil in the ports and valve chambers of the dry-air pump. 
One plan for overcoming this is to provide an additional oil cup 
of the positive-feed type for the air cylinder, and to use this to 
feed in soap suds along with the oil. The trouble can also be re- 
duced by having the jacket cooling water as cold as possible and 
forcing a large quantity through the jacket. Mineral oil should 
be used of the grade designed for gas engines and air compressors. 

Changing from Condensing to Non-condensing. — When run- 
ning condensing, the exhaust end and exhaust passages of the 
turbine are cool, but if a change is made to non-condensing the 
temperature of the steam in these passages will rise at once to 
above 212 degrees and the quantity of steam flowing will also 
increase. If the change is made suddenly, the turbine will be 
subjected to wide temperature changes and care must be exer- 
cised to shut off the condenser as gradually as possible to avoid 
this. When changing from non-condensing to condensing, the 
weight of steam flowing diminishes and the cooling effect will 
not be as marked as was the heating eflfcct in the other case. 

Operating the De Laval Turbine.* 

Starting. — Upon first starting, after erecting or after a long 
shutdown, the bearings should be flooded with oil, the amount 
being gradually reduced to the normal quantity. The oil reser- 
voirs on the self-oiling bearings should be filled until the oil 
stands between the red marks on the gauge glass. The small 
oil valves on the governor valve should be filled with cylinder 
oil, the valve stems then pressed down, thus allowing the oil to 
pass into the governor valve. Steam is then turned on, and the 
governor valve and wheel case allowed to become thoroughly 
heated. Before doing this, however, the nozzle valves should be 
opened about a half turn : otherwise they will stick when the 
wheel case becomes hot. The turbine should be started gradually 
so as to give the bearings time to heat thoroughly. More time 

'Abridged from directions furnished by the Dc Laval Steam Turbine Company. 
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is required for this in the larger turbines than in the smaller. As 
soon as the turbine starts, the self-oiling bearings must be ex- 
amined to see if the oil rings run properly. If the turbine is 
running condensing, the condenser should be started first. If 
starting with no load it is well to start with a low vacuum, say 
from 24 to 25 inches. As soon as the load is put on, the 
vacuum should be raised to its maximum. 

Shutting Dozvn, — When a machine running non-condensing 
is to be stopped, the throttle valve should be closed and the 
lubricator shut off as soon as the machine has come to a stand- 
still. If the turbine is running condensing, and if operating the 
water and air pumps, either directly or indirectly, the air cock 
on the exhaust end of the turbine wheel case should be opened 
before the throttle valve is shut off. 

General Care of Turbine. — The usual precautions, with which 
engineers are familiar, should be taken to keep the oiling ar- 
rangements in working order. The sight-feed lubricator must 
be kept clean and the oil in the self-oiling bearings, and accumu- 
lating in the gear case, drawn off and filtered as often as neces- 
sary. Particular attention should be given to the oiling of the 
governor mechanism, and especially the contact surfaces between 
the governor pin and the plunger on the bellcrank. The high- 
speed bearings should be removed and examined at intervals. 
Should a bearing run hot, it should be taken out, the oil-grooves 
cleaned and if any bright or black spots appear, they should be 
removed with a scraper. 

The strainer above the governor valve, to prevent foreign 
particles from entering the turbine, should be removed and ex- 
amined at least once a month. 

If the turbine speed is too high, the brass nut holding tlie 
governor springs should be screwed out, or if the speed is too 
low, the nut should be tightened. It is well, every time a tur- 
bine is started, to press down the bellcrank, to ascertain that 
these parts do not stick; and when fully depressed, the governor 
valve should shut off steam entirely, or at least within a few 
pounds. 

To keep the gears in proper condition, the teeth should be 
cleaned occasionally when the machine is not running. Kero- 
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sene and a metal brush are the best for this purpose. The gear 
case should also be cleaned at the same time and the gears well 
lubricated. 

If, for any reason, the gears have to be taken out of the case, 
the engineer should secure special directions from the manu- 
facturers, relating to the adjustment of the gears as well as to 
their removal. The gears need to be kept in perfect adjustment, 
as their life depends to a considerable extent upon this being done. 

Operating the Parsons Turbine. 

Starting and Stopping. — It is the rule of many engineers never 
to allow a condensing engine to run without a vacuum, cither in 
starting or shutting down, if it can be avoided. Tlicy follow the 
same rule in operating turbines as in tlic case of engines and 
start the condenser pumps while the turbine is warming up and 
then bring the turbine up to speed with the vacuum on. If 
the turbine is a Westinghouse an objection to this method lies 
in the fact that the glands of tliis turbine, which are water- 
packed, do not become sealed until the machine is in operation ; 
and if the turbine is started when subject to vacuum there will 
be leakage of cold air in throuju^h the tj^lands, tendings to set up 
unequal temperature conditions in the turbine. 

The author has not learned of any troul>le from this cause, but 
if it is desired to avoid this condition the order of starting is to 
start the circulating pump while the turbine is warming up ; 
then gradually start the turl)ine and exciter set. When the sj^ed 
increases to the point where the load be.q:ins to come on, turn on 
the gland water, start the hot-well pump and dry-air pump, and 
bring the turbine and exciter up to sjK'cd toovtber. Tn shutting 
down turn off the water from the glands as soon as the vacuum 
drops, and open the drip pipes. 

At the plants of the Hartford I'declric T.igbt ("'«Mnpany, Hart- 
ford, Conn., where they have bad the longest experience with 
Westinghouse turbines of any com]>any in ibe rnmury, it is the 
practice to start up non-condensing until the glan«ls have been 
closed, or nearly so, before throwing in eundcnsiug. 

Directions by an nun^iuccr. — W. H. Damon, S])ringru'ld, Mass., 
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engineer o£ the United Lighting Company of that dty, has 
written the author regarding the care of Westinghouse-Parsons 
turbines as follows : 

\Vc have three 1.000 Kw. Westinghouse-Parsons turbines connected 
with jet condenser. They have given us no trouble at all, sometimes 
running from Sunday to Sunday without stopping. 

In starting up we warm up the turbine, start the dry-air pnmp, and 
then the injection pump. The turbine is then started slowly, followed 
by the exciter, which is steam-driven. The turbine and exciter are 
brought up to speed at about the same time, taking from 10 to IS min- 
utes to get up to speed. If you start too fast there is too great a 
vibration. 

After the turbine is up to speed and the load on, all the attention it 
needs is to watch the oil supply on the bearings and the gland water. 

The auxiliaries need more care than the turbine. We have had some 
trouble from the oil carbonizing in the valve chambers of the dry-air 
pump, stopping up the ports and causing the valves to stick, but hate 
overcome this to a great extent. Othen^'ise the care of the outfit is sim- 
ply keeping things clean, cleaning the oil strainers on the turbine, keeping 
the governor from getting gummed and the pilot valve in good condition. 
The oiling system should be given close attention, being careful not to 
pump any air into the system and having plent>' of oil in the suction tank. 

In stopping close the throttle and shut down the exciter and con- 
densers, being sure to shut off the gland water as the water might other- 
wise get into the oil as the vacuum falls. 

We use an auxiliary oil pump to ensure a good supply of oil on the 
bearings when the turbine is running at a slow speed. 

Care of the Turbine. — In the Parsons turbine the spindle 
bearings support the weight of the drum and this weight, in 
connection with the high speed of the journals, causes the bear- 
ings to run so hot that the hand can scarcely be held on them. 
Their high temperature makes necessary the cooling coil for 
the oil and this must be cleaned as often as required to keep the 
coil surfaces effective. This alternate heating and cooling of 
the oil makes some oils, which otherwise would be good lubri- 
cants, poorly adapted for turbine work. The heating tends to 
decompose them and if they contain paraffine this will be de- 
posited on the surfaces of the coil and in the oil passages dur- 
ing ihe cooling process. Some oils, also, have a tendency to 
form an emulsion when thcv become mixed with water, which 
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might happen in case of leakage from the turbine glands. This 
emulsion is like jelly and chokes up the coil. 

In the general care of the turbine, the governor parts and 
connections with the primary and secondary admission valves 
must be regularly inspected to see that they do not become 
gummed, and it must be seen that the pilot valves work freely 
and are in good condition. Occasional inspection of the blading 
is advisable, at which times the blade channels may be cleaned, 
if required. When the machine is running, give the oiling system 
close attention, making sure there is enough oil in the suction 
tank to avoid air being drawn into the system. Try the pet cock 
on each bearing frequently to see that the oil is circulating 
properly. In the base of the turbine is an oil strainer which 
should be removed and cleaned every few days and which can be 
done while the turbine is in operation. The oiling system and 
the water supply to the glands and cooling coil are the three 
things that require regular attention when the turbine is running. 

Operating the Curtis Turbine. 

Practically the only feature of a Curtis Turbine (aside from 
the condensing apparatus) which requires care or attention dif- 
ferent from and in addition to that which would be given a 
steam engine is the high-pressure hydraulic system for the step 
bearing. Double-acting duplex pumps are used, usually in con- 
nection with an accumulator, and so much depends upon the 
maintenance of pressure in the step bearing, and the pump is 
working under such high pressure, that unusual care must be 
taken to keep the pumps packed and in good order and to see 
that they are regularly inspected when in operation. 

Directions for Care of Turbine. — The author has talked and 
corresponded with many turbine engineers in regard to the man- 
agement of their plants, and among the letters received is one 
from A. A. Leavitt, engineer of the Gloucester, Mass., Electric 
Company, in which are the following concise directions for 
handling Curtis turbines: 

1. The air and circulating pumps and all piping connections to the same 
must receive frequent attention, as it is of the greatest importance that the 
vacuum carried be as high as possible. 
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2. The pressure pumps must be kept in first-class condition and piping 
examined frequently to ensure its being in good condition. As the pressure 
carried is high, usually about 500 pounds per square inch between pumps 
and accumulator, and about 200 pounds at the step bearing, and as this 
step bearing is what carries the whole machine, the importance of attention 
to this feature is evident. It requires great care in packing the step-bearing 
pumps to ensure a steady, uniform full stroke. 

3. The oiling system must be kept tight, as a small leak will not only 
make a machine look unsightly, but will materially affect the operation of 
it by the oil dropping down onto the collector rings and causing sparking. 

4. The brushes and collector rings must be kept absolutely clean and 
perfectly adjusted, to ensure steady voltage; for after they start to spark 
the voltage will be very unsteady. 

5. The governor must be kept in the best possible condition to ensure 
steady speed. As the governors of these machines all run at high speed 
the parts wear quite rapidly and this wear should be detected and remedied 
by making the necessary adjustments. 

6. In starting, the turbine should be given time to warm up and the 
parts expand to working conditions, especially if a high degree of super- 
heat is used. The step-bearing pumps are first started, to give the acctunu- 
lator time to rise to its position, and then the circulating pump is started, 
then the vacuum pump and lastly the oil pumps. After these are all work- 
ing properly the turbine is started. The exciter set is started and the cur- 
rent put on the turbine fields when the turbine is up to about half speed. 

7. In shutting down, shut steam off the turbine first, then stop the air 
pump, the circulating pump, and last the oil pumps and step-bearing pumps. 
When the turbine has come to rest, it should be carefully gone over and 
scrupulously cleaned, the same as any dynamo, as there is nothing which 
will collect dirt any faster than electric machinery and there is no 
machinery to which dirt is any greater detriment. 

Practice at a Large Turbine Station, — At the L-Street station 
of the Edison Lighting Company, South Boston, Mass., are 
four 5,000 Kw. Curtis turbines, each with condenser in its base 
and auxiliary apparatus ranged about the turbine on the same 
floor level as the turbine. In Fig. 5, page 379, is a view of one 
of these units, with its group of auxiliaries. Cooling water is 
supplied to the condenser by a steam-driven centrifugal pump. 
The wet or hot-well pump is an electrically driven centrifugal 
pump placed in a pit below the floor level. The air pump has a 
single cylinder, steam driven. There is a boiler feed pump for 
each turbine unit, which discharges into a heater where the feed 
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Krater is heated by steam from the auxiliaries and from an inter- 
mediate stage of the turbine, from which it is taken direct. 

The author is enabled to publish a few notes on the practice 
followed in the operation of the several units at this station. 

Starting and Stopping. — The order followed in starting is first 
to prime and start the circulating pump so there shall be no 
possibility of overheating the condenser by admitting steam before 
the cooling water is flowing through. The step bearing and oil 
pumps are then started; then the wet and dry vacuum pumps; 
and finally the turbine and exciter and the feed pump. In 
stopping, the load is taken off when the speed of the turbine has 
been reduced to the point where the voltage and cycles drop. It 
IS general practice to shut down with the automatic valve instead 
of with the throttle, to test its reliability. The pumps are shut 
off in the opposite order from which they are started, but the 
step bearing pump must of necessity be kept in operation until 
the turbine ceases to rotate, which requires about ^ hour at this 
station. 

Condenser Pumps. — In order to prime the circulating pump i 
small air pump or air ejector must be used, the latter type being 
employed at this station. 

The wet pump is always started before the dry air pump, to 
remove any water that may have collected in the condenser during 
the shut-down period, such as might occur if there were a leaky 
throttle or if the step-bearing water discharged into the condenser, 
as is the case in this station. When the wet pump has reduced 
the water to a safe level the dry pump is started. By following 
this order the danger of injury to the dry air pump, by drawing 
a large volume of water into the air cylinder, is avoided. 

The wet pumps are of the centrifugal type and in their opera- 
tion it is found important to keep the glands of the impeller 
shaft well packed to prevent air leaks. Such leaks, if considerable 
in amount, reduce the effectiveness of the pumps and cause water 
to accumulate in the condenser. Care is also taken that these 
pumps do not run without a partial supply of water to act as a 
lubricant for the rubbing parts. 

Oiling System. — The gravity oiling system is employed for all 
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the main bearings, except the step bearing. Oil is pumped from 
a receiving tank to an elevated supply tank, from which it flows 
to a small distributing reservoir at the top of the turbine. The 
system requires no special attention, therefore, diflferent from that 
required in engine work. 

The lubricant used for the step bearing is water. The step- 
bearing pumps operate against a pressure of 1,200 pounds, whidi 
is reduced to 800 pounds at the step bearing by passing through 
a pressure reducer of the baffle type. An accumulator is used 
with each turbine to maintain a steady pressure and to act as a 
pressure storage in case the pump fails, the capacity being suffi- 
cient to hold the pressure for 10 minutes. If a quick start is 
likely to be required, the accumulator is shut off from the system 
when the turbine is stopped, so that the step-bearing pressure will 
be ready at a moment's notice. 

Xo trouble has been experienced with the step bearings in this 
station. If the water were gritty, however, the bearings would 
wear down and would need occasional adjustment to bring the 
turbine rotor into proper position, as determined by clearance 
indicators on each stage. Much of the foreign matter in the 
water is removed by the baffle above mentioned, which should be 
occasionally cleaned. It is found that even with the large accumu- 
lators used at this station it is possible to pack them so tight that 
the plunger will not drop, and it is the practice to test each 
accumulator daily for freedom of movement by causing the ram 
to move through its whole range of travel. 

Warming up and Synchronising, — Each of these machines is 
warmed up by a special by-pass and three admission valves which 
are electrically and separately controlled and furnish the neces- 
sary amount of steam for warming up and also starting the tur- 
bine and bringing it up to speed, taking, in this case, only from 
two to five minutes. Tlic exciter set is started and the field given 
excitation during the early period of raising the speed. In syn- 
chronizing great care is taken to have the machine come into 
j)liase while its speed is accelerating instead of falling off. It is 
common experience that turbines which were once in good align- 
ment and balance may be thrown out of balance by lack of care 
on the part of the operator in synchronizing. But by following 
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the method advocated above, severe shocks will be avoided and the 
balance and adjustment of the parts preserved. 

Notes of Experience. — C. E. Stanton, chief engineer of the 
Union Electric Company, Dubuque, la., gives the results of his 
operative experience with Curtis four-stage 500 Kw. turbines.* 
The chief difficulties have been in connection with the water 
supply for the step bearings, the gravity oil supply for lubrica- 
tion, and the occasional sticking of the nozzle valves. The diffi- 
culty in lubrication arose through an air lock formed in the 
gravity oil tank, allowing air to come into the oil feeder pipe 
line and interfere with the flow of oil, and was remedied by 
venting the top of the tank. 

All water for the step bearings in his plant passes through a 
strainer after leaving the pumps, to remove particles that might 
clog up the passages of the step bearings or injure the latter. 
The pumps for the service have fibrous packing and if this is 
left until it loses its elasticity and becomes soft, small particles 
find their way into the strainer and soon choke the supply of 
water to the step bearings. Dirt or particles of packing, when 
once in the system, may find their way into the strainervS, even 
after many days or weeks, and the strainers must therefore be 
cleaned at intervals of twenty-four hours. 

The hydraulic accumulator for the step-bearing- system, if 
allowed to remain in one position for a considerable period of 
time, was found to rust fast and not drop, even if all the pressure 
was removed from the system, thus defeating the object for which 
the accumulator is intended. It therefore must be tested fre- 
quently by allowing the ram to drop slowly and then return to 
its former position, a test that was made each day. One other 
precaution that should be taken with accumulators for this work 
is to have some kind of signal, usually a steam whistle, which 
will blow if the accumulator starts to come down, thus notifying 
the engineer of the failure of the oil supply. 

In the 500 Kw. turbines tliere arc eight main nozzle valves, 
each with its individual pilot valve, which is electrically con- 
trolled. On any load within the rated capacity of the turbine, 
running condensing, five valves are all that open, leaving three 

•P«p€r presented at meeting of Iowa Electrical Association. April, 1906. 
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valves which might not open for days at a time. If these are 
left long, they will corrode and stick and if a heavy overload 
should come might not open at all — or if they did open they 
might remain in this position. To obviate these troubles all 
valves are opened and closed several times each day when start- 
ing the turbines. Some difficulty was experienced in securing 
suitable packing for the main nozzle valves which would stand a 
high degree of superheat. Metallic packing was not successful 
and asbestos ring packing is now employed, which is satis- 
factory, except that the valve stems must be repacked more fre- 
quently than would be the case if metallic packing could be used. 



CHAPTER XIX 

CONDENSING APPARATUS FOR HIGH VACUUM. 

One of the advantages of the turbine, from a thermodynamic 
standpoint, is its ability to utilize a high vacuum and expand steam 
down to the lowest pressure that can be attained in a condenser. 
The only restriction to the number of times that steam may be ex- 
panded in a turbine is that the passages must be large enough 
to accommodate the increased volume of the steam at the low pres- 
sures. In order to maintain a high vacuum, however, a large, ex- 
pensive and somewhat elaborate condensing system must be 
adopted, which requires constant attention to keep in a high state 
of efficiency. On this account the high-vacuum feature of turbine 
plants has not worked altogether to their advantage, and condens- 
ing outfits have generally given more trouble and have been a 
greater source of expense than the turbine itself. 

Effect of High Vacuum with Steam Engines. — While it is, on 
the whole, thought desirable to provide a condensing system for 
steam turbines for a vacuum of about 28 inches, the gain in 
a steam engine from increasing the vacuum above 26 inches is so 
slight as not usually to warrant the extra expense. A compound 
engine, with the usual cylinder ratio of 4 to 1, will expand the 
steam from 10 to 15 times. The volume of one pound of steam at 
150 pounds pressure, absolute, is 3 cubic feet. In expanding 15 
times, or to a volume of 45 cubic feet, the terminal pressure in the 
low-pressure cylinder would be between 8 and 9 pounds, assum- 
ing cylinder condensation to be balanced by reevaporation. When 
the exhaust valve opened, therefore, the pressure would drop sud- 
denly to that of the condenser, and the only effect of a vacuum 
higher than that represented by the 8 or 9 pounds pressure in the 
cylinder would be to reduce the back pressure against the piston 
during the return stroke. 

If the attempt were made to carry expansion too far in a steam 
engine, the low-pressure cylinder, valves and passages would have 
to be abnormally large and would offer a great deal of frictional 
resistance. Under such conditions a point would be reached where 
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the pressure of the steam would not be sufficient to overcome the 
f rictional resistances, to say nothing of doing useful work, and the 
expansion of the steam beyond this point would therefore be a 
dead loss. The increased condensation in the low-pressure 
cylinder would also be a serious factor. 

Below are given the volume of one pound of steam correspond- 
ing to different "vacuum" pressures, indicating how impossible it 
is to utilize these low pressures in the steam engine. To expand 

Absolute Vacuum, Specific 

Pressure. Inches. Volume, 

Vi 29 636 

1 28 335 

2 26 174 

3 24 118 

4 22 90 

Steam from 150 pounds to 1 pound absolute, or to 28 inches 
vacuum, would mean that the volume must increase 111 times. 
To carry the expansion to this point in a compound engine, the 
ratio of the cylinders would have to be about 33 to 1 ; that is, the 
diameter of the low-pressure cylinder would be 10^ times that of 
the high-pressure cylinder — quite an impracticable figure. 

In the case of the turbine, however, the steam may easily be ex- 
panded from 100 to 150 times without encountering any con- 
structive difficulties. 

Why a Turbine Derives more Benefit from High Vacuum than 
an Engine. — Fig. 1 illustrates the expansion of one pound of steam 
from an initial pressure of 100 pounds to the pressures indicated, 
and illustrates the difference between the way in which an engine 
and a turbine benefit from a high vacuum. It shows the work 
done both before and during expansion, as in an indicator dia- 
gram. The section of the diagram marked a-b-c-d-e represents 
that part of the energy of the steam that might be converted into 
work by a condensing engine operating against a back pressure of 
four pounds, or a vacuum of about 22 inches. At point c expan- 
sion has been carried as far as the size of the engine cylinder 
permits and hence, when the exhaust valve opens, the pressure 
drops from point c to point rf. 
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Now assume the back pressure to be reduced to two pounds, and 
It is evident that the gain in power for the engine would be due 
simply to the reduction in back pressure represented by the 
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Pig. 1. DUgram Showing How the Turbine Takes Advantage of High Vacuum. 

shaded portion having the length x on the diagram. This, it will 
be noticed, is but a small percentage of the total area of the dia- 
gram. In the turbine, however, it is different, since expansion 
can be caried to the lower back pressure line within the turbine, 
itself. The turbine is able to utilize the toe of the diagram, in- 
dicated by the shaded portion y, in addition to the shaded portion 
X, while the engine is unable to turn to any account the energy 
represented by the toe of the diagram. 

Theoretical Gain from High Vacuum. — An idea of the theo- 
retical g^in can be obtained by referring to a few calculations. 
Konrad Anderson* compares power values for steam expanding 
from 60 and 200 pounds, respectively, and finds that the theoretical 
gain in running condensing, with 25 inches vacuum, over run- 
ning non-condensing is nearly 100 per cent with steam at 60 
pounds pressure, and 50 per cent with steam at 200 pounds 
pressure. If the vacuum be then increased to 28 inches, the gain 
with the 60-pound steam will be about 22 per cent and with the 
200-pound steam about 18 per cent. This shows that the per- 

*Transaction8 Institute of Engineers and Shipbuilders of Scotland, 1902. 
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centage gain from running condensing is more with low-pressure 
than with high-pressure steam and that the gain coming from the 
last few inches of vacuum is relatively much more than from the 
first few inches. 

This latter fact has been brought out in a striking manner by 
Ernest N. Janson.* He shows that with the initial and terminal 
pressures in the same ratio, the kinetic energy of the steam in 
flowing from a higher to a lower pressure is nearly the same, 
Without regard to what the initial pressure is. For example, sup- 
posing the initial pressure to be 105 pounds and steam to expand 
to one-third this pressure, or to 35 pounds, he finds the kinetic en- 
ergy developed by the steam to be only 10 per cent more than when 
expanding from 3 pounds to 1 poimd. The figures are as fol- 
lows : — 

p^ 105 

— ^ = 3 ; velocity = 2.050 ft. per sec. ; H. P. per lb. of 

p2 35 

steam per hour = 0.033. 

Pi 3 

— ■= — ^3; velocity =l,8r>0 ft. per sec; H. P. per lb. of 

P. 1 
steam per hour=0.027. 

Surface Condenser Plants. ' 

The essential features of a condenser plant for high vacuums, 
as built by the Henry R. Worthington Company, are shown in the 
diagram Fig. 2. Steam enters at the top of the condenser and is 
distributed over the tube surface by baffle-plates, while the con- 
densed steam drops down into the hot well at the bottom, where it 
is discharged by a rotary pump. This pump requires neither 
valves nor floats and is not subject to vapor binding as are 
reciprocating pumps. The capacity of the pump is such that it 
runs ahead of the supply so that the suction pipe is never full ; but 
the discharge pipe is always full and the water presses back 
against the pump. As long as the latter is in motion, however^ 

•.Article upon steam ttirbines in the Journal of the American Society of Naval Eip' 
gingers. 
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the water cannot pass back into the condenser. The condenser is 

fitted with an air cooler which is frequently applied when high 

Vacuums are to be maintained. This is simply a small chamber 

Containing tubes like a surface condenser. The vapor and air 

from the condenser pass through this air cooler, where they are 

cooled by circulating water and their temperature and specific 

volume thereby reduced. A rotative dry vacuum pump exhausts 

the air and vapor from the air cooler and maintains a high vacuum. 

The rotary circulating pump driven by an engine is used for the 

cooling water. It is usual in installations of this kind to maintain 

practically a constant supply of cooling water, sufficient to meet 

the conditions under full load. 

Wheeler Condenser and Edwards Air Pump, — In Fig. 3 is an 
elevation showing one of the 500 Kw. Curtis turbines at the New- 
port, R. I., station of the Massachusetts Electric Company. This 
turbine is equipped with a Wheeler condenser and an Edwards 
air pump made by the Wheeler Condenser and Engineering Com- 
pany, New York. The construction of this pump is such as to 
make one of the simplest possible arangements of the condensing 
apparatus. Fig. 4 is a section of the pump cylinder. It has no 
foot valves, which require a pressure in the condenser somewhat 
above that in the pump in order to lift them. The condensed 
steam flows continuously by gravity from the condenser into the 
base of the pump and is there dealt with mechanically by the 
conical bucket working in connection with a base of similar shape. 
Upon the descent of the bucket the water is projected at a high 
velocity through the ports into the working barrel ; the plunger 
then rises, closing the ports, and sweeps the air and water before 
it, causing them to escape through the valve at the top of the 
barrel. The elimination of the foot valves in this pump enables a 
higher vacuum to be obtained than with the old style pump, so 
that 27 or 28 inches can be maintained without the use of an aux- 
iliary air pump. 

As indicated in Fig. 3 the condenser is located near the base of 
the turbine and in front of it are the Edwards air pump and a 
centrifugal circulating pump, both driven by electric motor. In 
this plant, as in others arranged according to modem ideas, the 
suction sewer and discharge sewer for the circulating water arc 
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nearly on the same level. The system of pipit% leading from the 
suction sewer, throug^h the circulating pump and condenser, and 
back to the dischai^e sewer, thus constitutes a closed circuit, one 
column of water balancing the other. The sole work of the cir- 




Edwardi Air Pump. 



culating pump, therefore, is to overcome the frictional resistance 
of the water flowing through the piping and condenser tubes. 

Curtis Turbine with Condenser in Base. — In Fig. 5 is one 
of the 5,000 Kw. Curtis turbine units, with its condenser and 
other auxiliaries, installed at the L-Street station of the Boston 
(Mass.) Edison Company. In this case the condenser is built 
into the base of the turbine and forms a part of the unit, 
wJiile the auxiliaries are on the same floor level as the tur- 
bine itself, where they are more accessible. This illustration 
gives an excellent idea of the quantity of apparatus required 
to keep the plant in operation, since the feed pumps, heater, 
hot-well, and accumulator for supplying the hydraulic pressure 
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that must be maintained under the step bearing of the turbine, 
etc., are all grouped about the turbine, in addition to the condenser 
auxiliaries. The lettered parts of the illustration are as follows: 
A, generator; B, turbine; C, condenser; D, governor; E, nozzles; 
F, circulating pump; G, accumulator for step bearing; H, engine 
to drive circulating pump ; /, air pump ; K, feed pump ; L, heater; 
M, hot-well ; N, air-pump engine. 




iicr Shown on OppotkH P«cc. 



IVestinghoiise-Parsons Turbuie and Alberger Condenser. — 
Fir. fi is an end view and Fig. 7 a plan of an Alberger surface 
coiitlenser and apparatus applied to a 5,000 Kw. Westinghouse- 
Parsons turbine. The Alberger condenser is a counter-current 
condenser and does not require the use of a separate air cooler. 
The exhaust enters at the bottom and passes upward over the 
tubes. The cooling water enters at the top and passes downward. 
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back and forth, through the tubes. The air and vapors rising to 
fhe top of the condenser ^re therefore cooled by the in-coming 
oold water and the condensed steam which trickles down into the 
hot well is heated by the entering steam and a high hot-well tem- 
perature is thus maintained without difficulty. A two-stag« 
vacuum pump is employed, one cylinder of which draws the air 
or vapor from the condenser and delivers it to the other cylinder 
which, in turn, forces it out against the pressure of the atmos- 
phere. Space is saved and the apparatus simplified in this in- 
stallation by using the same engine to drive both the circulating 
pump and the vacuum pump and it will be noted that the con- 
denser and its pumps require just about the same area as the tur- 
bine itself, while by setting the condensing apparatus in a pit it 
rises only to the top of the turbine. 

Condensing Apparatus Underneath the Turbine. — It is advo- 
cated by many that the proper place for the condenser and aux- 
iliaries is on the same floor as the turbine, where they will be 
likely to receive better attention than if placed in a basement be- 
tween the foundation piers or underneath the turbine. In view of 
the fact that a less massive foundation is required for a turbine 
than for an engine, however, it is possible to house the condensing 
apparatus perfectly under the turbine, as already explained in 
Chapter XVII. Such a plan, which in this instance is an ex- 
ceedingly neat arrangement, has been followed in the installation 
at a power house of the Glasgow (Scotland) Corporation. Fig. 8. 
This is a Willans & Robinson-Parsons turbine. The condenser, 
circulating pump and Edwards air pump are clearly shown, the 
latter two being driven by electric motor. The lettered parts are : 
A, condenser; B, air pump; C, motor for pump; D, circulating 
pump ; E, motor. 

Parsons Vacuum Augmcntcr. — A novel arrangement for main- 
taining a high vacuum is the vacuum augmenter employed by 
Parsons in England with considerable success. He uses air 
pumps as shown in ¥\^. 9 placed below the level of the condenser 
and in addition to the usual pipe connection between the air 
pumps and the condenser there is a small pipe leading to the 
auxiliary condenser, generally having about one twentieth the 
cooling surface of the main condenser. In a contracted portion of 
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this auxiliary pipe is a steam nozzle which discharges a jet of 
steam that acts similar to the jet of an injector; this jet draws 
nearly all the residual air and vapor from the condenser and de- 
livers it to the air pumps. The main pipe leading to the air pump 
is so curved as to form an air seal which prevents the air and 
vapor from returning to the condenser. With this arrangement 
there need be a vacuum in the air pumps of only about 26 inches, 
while the vacuum augmenter will increase the vacuum in the con- 
denser to 27 or 28 inches. Mr. Parsons states that the quantity 
of steam required for the steam jet is about 1J4 per cent of that 




Pig. 9. Parsons Vacuum Augmenter. 

Jet and Injector Condensers. 



used by the turbine at full load, and this, together with the air 
extracted, is cooled by the auxiliary condenser. 

Surface vs. Jet Condensers, — The surface condenser has come 
into extensive use with the steam turbine because the steam dis- 
charging from a turbine is entirely free from oil and if collected 
and condensed can be used over and over in the boilers. The feed 
water leaves the hot well of a surface condenser operating at high 
vacuum at nearly 100 degrees F., and passes through a heater 
where the temperature is raised still further by steam from the 
auxiliaries. In jet and injector condensers the condensed steam 
passes off with the injection water, which is at a temperature of 
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80 or 90 degrees, and when part of this is used for boiler feed 
there is a loss of some 10 or 20 heat units per pound, as compared 
with the surface condenser. This is so slight, however, that it 
does not pay to install a surface condenser and attending apparatus 
on the score of heat saved. The jet type is cheaper, simpler and 
works as well or better. 

In localities where the available water supply contains sulphate 
of lime, acid, grease, or other harmful impurities, or where the 
cost of pure water is high, the surface condenser should probably 
be given the preference, though if it is merely the cost of the 
Water that is at stake, the problem should be gone into very care- 
fully before deciding.* 

Injector Condenser. — A Bulkley injector condenser was in- 
stalled by Geo. I. Rockwood in connection with a Westinghouse- 
Parsons turbine at Providence, R. I. The injection water is ele- 
vated into a vertical tank 30 inches square by 15 feet deep, in 
which the water level is maintained 6 inches below the water inlet 
nozzle of the condenser. The injection pipe takes the water from 
near the bottom of the tank. The air entrained with the water 
rises to the top of the tank and is largely eliminated from the 
injection water entering the condenser. The flow of the injection 
water through the throat of the condenser is what constitutes the 
air pump, and it is found to be the only air pump needed, since a 
vacuum of 28^ inches has been maintained, regardless of whether 
steam is passing through the turbine or not. 

Jet Condenser. — A jet condenser, which is a modification of the 



*In a paper before the A. S. M. £., December, 1904, Geo. I. Rockwood contends that 
the injector condenaer would seem to bar out all other condenser systems in situations 
where the water is pure. He gives figures to show that it does not pay to install a 
surface condenser simply to save paying city rates for boiler feed water. His esti* 
mate for the cost of a high-vacuum surface condenser outfit is from $7 to $10 per 
kilowatt and of a jet or barometric condenser system from $5 to $6 per kilowatt. 

In a paper before the American Railway Mechanical and Electrical Association, 1905, 
Fred N. Bushnell writes: "In cases where the cost of feed water is a material factor 
in the cost of power, or where it contains a large percentage of calcium or magnesium 
carbonate, or other scnlc-fonning materials, there will be great advantage in using 
a surface condenser on account of the pure distilled water returned to the boilers, 
but where these conditions do not exist it will frequently be found practicable to use 
some simpler form of condensing apparatus !<uch, for example, as the injector or 
barometric type of jet condensers. These types of condensers offer very great ad- 
vantages over the surface condenser in the matter of lower first cost, space occupied, 
greater simplicity, and less cost of maintenance. Up to this time tliey have not been 
▼ery generally used, but there seems to be no good reason why they should not work 
as satisfactorily in connection with steam turbines as with reciprocating engines." 
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injector condenser, is made by the Worthington company. As in 
the injector type, the condenser proper is placed about 30 feet 
above the hot well and the water falling, through the action of 
gravity, creates the vacuum. There is no contracted throat to 
this condenser, however, and the water is sprayed into the head, 
where it becomes intimately mingled with the steam before dis- 
charging through the vertical pipe. Fig. 10 shows a section of 
the condenser head. An air cooler and a dry vacuum pump are 
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Section of Worthington 
Jet Condenser. 



employed, such as used with surface condensers, and any air that 
accumulates in the condenser head, where the steam is condensed 
by the spray of the water, is removed by the pump. 

An interesting application of a jet condenser to a Parsons tur- 
bine is shown in Fig. 11. The plan is here adopted of sub- 
stituting a centrifugal pump for the usual barometric column, 
enabling the condenser to be placed under the turbine. The ex- 
haust steam is led through a pipe, A, and a gate valve, B, into the 
condensing chamber, C; and there, it is condensed by a jet and 
flows into the opening of a centrifugal pump, which is driven by 
a belt from the pulley on the extended shaft of the turbine. 
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Fit. 11- 



oT(l Amntcmtnt of Jet Cdii< 



CcDtrifosal Pump. 



There is a check, D, in the discharge from the pump, and this 
dischai^e is also sealed by the outgoing water. At the top of the 
condensii^ chamber is attached the usual dry air pump connec- 
tion. 



Dau in Regard t 



the Performance of Condensers Operating Under 
High Vacuum. 



Quantity of Cooling Water and Area of Condensing Surface. — 
An ordinary surface condenser giving 2(i inches vacuum, with 
cooling water at 70 degrees, requires about 30 pounds of cooling 
water per pound of steam condensed and will condense about 10 
pounds of steam per hour per square foot of surface. A surface 
condenser to operate with 28 inches vacuum will require more 
than twice this amount of cooling water, or say, 70 pounds per 
pound of steam (one manufacturer estimates as high as 85 
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pounds) and will condense about 5 pounds of steam per square 
foot of cooling surface. A common allowance in turbine woik 
is 4 square feet of cooling surface per kilowatt If the tempera- 
ture of the cooling water is above 70 degrees the weight of 
water will have to be increased, sometimes very largely. A less 
quantity of injection water is required for jet or barometric con- 
densers than for surface condensers. One manufacturer of the 
barometric t>'pe has furnished the author with the following fig- 
ures for a 28-inch vacuum: — 
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A common allowance is GO pounds per poimd of steam for 
water at 70 degrees. 

Tests on Condensers, — There are no data yet available, at 
least to the public, in regard to the performance of high-vacuum 
condensers, by which the relations between the several elements 
entering into the calculation of the quantity of cooling water, area 
of tube surface, etc., can be established, and results for the present 
must be more or less empirical. 

Before calculations of condenser performance can be made, the 
initial and final temperatures of the steam and cooling water must 
be known. The following figures were given to the author at 
the works of the B. F. Goodrich Company, Akron, O., where 
Westinghouse-Parsons turbines are installed. 

Test 1. Barometer 30 inches; vacuum 28.26; temperature 
steam in condenser 99.5 ; temperature hot well 99.05 ; initial tem- 
perature injection water 54 degrees; final temperature injection 
water 73 degrees. 

Test 2. Barometer 30 inches ; vacuum 28.61 ; temperature 
steam in condenser 100.5 ; temperature hot well 100.5 ; initial tem- 
perature injection water 57.9; final temperature injection water 
72.5. 

The data in regard to the quantity of water used and the power 
developed by the turbine during the tests were not sufficiently 
accurate to denote exact results, but they indicated about 60 
pounds cooling water per pound of steam condensed. 
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The following results are from tests upon a surface condenser 
with Edwards air pump, in connection with a Curtis turbine which 
was running at a very light load : — 

Test 1. Test 2. Test 3. 

Vacuum, inches, 

Area cooling surface, sq. ft.. 

Temperatures, degrees F. : 

Steam in condenser. 

Hot well. 

Cooling water, initial, 

G>oling water, final. 
Weight steam per hour, lb., 
Weight cooling water per hour. 
Ratio, water to steam. 

These three tests show a condition that is seldom met with in 
practice ; viz., a final temperature of the cooling water equal to or 
higher than the hot-well temperature. This was attained because 
of the small quantity of steam condensed per square foot of cool- 
vng surface. Under ordinary conditions the final temperature of 
the cooling water will be from 10 to 25 degrees below the hot- 
well temperature. In counter-current condensers the tempera- 
ture will be higher than in the parallel flow type. The final tem- 
perature is also dependent upon the quantity of cooling water 
forced through the condenser tubes and upon the area of the tube 
surface. 

Condenser Calculations. — The following simple example shows 
the method of calculating the weight of cooling or injection water 
when the temperatures are known. No allowance is here made 
for the efficiency of the condenser, which must be determined by 
experiment, 1 ut the example will explain why it is so difficult to 
maintain a high vacuum. 

•Example: — The temperature of the steam in a condenser at 
28 inches vacuum is about 100 degrees, and its total heat per 
pound is found from the steam tables to be 1,112 units. By the 
use of a dry vacuum pump it is possible to secure a hot well tem- 
perature of 98 degrees, and the heat in each pound of condensed 
steam is therefore 98 — 32 = 6^ units. Hence there are 1,112 — 
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06 == 1,046 beat units given up to the coolii^ water per pound of 
steam condensed. 

With cooling water at TO degrees initial and 100 d^^ees final 
temperature (the latter equal to the temperature of the condensed 
steam), the water will have risen 30 degrees and gained 30 heat 
imits per pound. 

But the heat lost by the steam was 1,046 heat units per pound. 
Hence, l,046-=-30=i34.9 for the ratio of cooling water to con- 
densed steam. 

In practice no condenser can work with so high an efficiency as 
in this case, where the cooling water takes up all the heat of con- 
densation of the steam and leaves the condenser with the tempera- 
ture of the condensed steam. Under normal conditions the final 
temperature of the cooling water will range from 10 to 25 degrees 
below the temperature of the condensed steam, as previously 
stated. Let us assume it to be 15 d^;Tees below. Then, with cool- 
ing water at TO d^;Tees initial and 85 d^;Tees final temperature, 
we have : — 

Heat units absorbed ft- pound of water=85 — T0=15; and 
1,040-^1 ■>=OC».T. for the ratio of cooling water to condensed steam, 
or double what it was before. 

In winter time, when the initial temperature of the cooling 
water would be about -10 degrees, we should have, assuming a 
final temperature of 85 degrees. So — i0=45 and 1,046-^45=23.2 
for the ratio. As a matter of fact it would be more likely that the 
plant would be operated with as much cooling water in winter as 
in summer to derive the benefit of the higher vacimm that would 
be secured : and in this case the final temperature would drop to, 
say 25 degrees below the temperature of the condensed steam, as 
was the case in the tests upon the Goodrich plant previously 
quoted. 

On the other hand, if coohng towers were employed and the 
temperature of the cooling water rose to 80 degrees or more in 
the summer time, it is evident that the square feet of cooling sur- 
face of the condenser should be on a liberal basis, in order to 
secure as hij^^h a final temperature of the cooling water as possible ; 
otherwise the quantity of water to be circulated might be almost 
proliihitive in amount. Even under favorable conditions the prob- 
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lem of maintaining a high vacuum in connection with a cooling 
tower is doubtful of solution. 

Power to Operate Auxiliaries.'^ — The plant of the Citizens' 
Light, Heat and Power Company, Johnstown, Pa., is partially 
equipped with turbines and Weiss jet condensers of the barometric 
type. The condenser auxiliaries are driven from a single steam 
cylinder — ^that of the rotative air pump — ^and by indicating this 
cylinder at normal speeds the total power in-put was obtained. 
The results were reduced to percentages of the turbine output and 
showed that at less than one quarter load the total power con- 
sumption was less than five per cent of the sustained output, and 
that it progressively decreased to 2J4 per cent at full load.f 

J. R. Bibbins states in a paper, "Steam Turbine Power Plants," 
that observations on the 2,000 Kw. turbine at the St. Louis Expo- 
sition indicated the following results : At full load the total power 
in-put to the auxiliaries was 7 per cent; approximately three 
fourths required for the circulating pump, two ninths for the air 
pump, and one fourteenth for the hot well pump. This 7 per cent 
represents gross power and includes transformer and motor losses. 
The cooling water, however, was exceptionally warm, being fre- 



miti the Journal of Electricity, Power and Gas for March, 1905, was the first of 
several extended articles by Charles C. Moore & Co., incorporated engineers at San 
Francisco, Cal., upon the estimated power for operating condenser auxiliaries under 
above conditions. The following quotation is taken from the introduction: **The 
quantity of circulating water required for high-vacuum condensing plants must be in- 
creased from the old standard of from 25 to 30 r»ounds to from 40 to 60 pounds of 
water per pound of steam condensed for moderate temperatures, and from 60 to 100 
pounds of water per pound of steam when used at the higher temperatures common 
to cooling tower practice. In cases of excessive head or (|uantity of circulating water 
the bulk of the power required by auxiliaries is due to the circulating pump. The 
range of power for this purpose varies so widely that the older method of assuming 
a given type of plant requiring 5, 10, or 15 per cent of the total steam consumption 
to drive auxiliaries is entirely in error without an accompanying statement defining 
conditions under which circulating water is pumped. The power to drive the air 
pump is dependent somewhat upon the vacuum, but particularly upon the air leakage 
into the condensing system. It was for some time assumed that the work of the air 
pump corresponded to removing the air which entered the boiler in solution in feed 
water. As a matter of fact, handling the air in solution is the smallest portion of 
work done by air pump, the leakage through piping, pipe joints, pores of castings, 
stuffing boxes, etc., imposing the greatest duty, the total quantity of air to be handled 
ranging from ten or fifteen to thirty or forty times the air dissolved in ordinary 
water. The actual power to drive the air pump should in good practice be less than 
.00018 indicated horse-power in the air pump cylinder per pound of exhaust steam 
per hour. As the amount of power necessary to drive the air pumn is a comparatively 
small portion of the total r<^ver for auxiliaries a slight error in this quantity will not 
largely affect the final result." 

f Power, February, ]9i"i5. 
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quently 85 degrees, which made it difficult to obtain the high 
vacuum desired.* 

The following tests upon the auxiliaries of the 5,000 Kw. unit 
of the Boston Edison Company, shown in Fig. 5, were reported in 
the report of the turbine committee of the National Electric Light 
Association for 1905 : — 

Test 1. Test 2. Test 3. 



Kilowatts on turbine, 

Vacuum, 

Barometer, 



Boiler feed pump, 
Circulating pump, 
Dry vacuum pump, 
Step bearing pump. 
Wet vacuum pump. 

Totals, 

Per cent power of auxiliaries to power 

of turbine. 
Per cent water used by auxiliaries to 

that used by turbine, 



2,713. 


3,410. 


4,75a 


28.4 


28.7 


28.6 


29.53 


29.95 


29.96 


Horse- 


-power Developed. 


13.9 


23.7 


27.4 


69.1 


69.1 


69.1 


24.3 


23.2 


23.8 


6.4 


5.8 


5.6 


8.6 


9.2 


9.8 


122.3 


131. 


135.7 


3.4 


2.9 


2.1 


8.4 


7.4 


5.7 



•American Street Railway Association, 1904. 



CHAPTER XX 

THE STATUS OF THE MARINE TURBINE. 

Early History, — Most of the turbines applied to the propul- 
sion of vessels have been of the Parsons type, although some work 
of this character has been done both by Rateau and Curtis. In 
1894 the Parsons Marine Steam Turbine Company, Ltd., 
Wallsend-on-Tyne, England, was formed and the experimental 
boat Turbinia constructed. Her dimensions were 100 feet beam, 
3 feet draft and 44 tons displacement. There were three 
separate turbines — a high-, an intermediate-, and a low-pressure, 
each driving a screw shaft and on each shaft were keyed three 
propellers of small diameter. The turbines were rated at 2,000 
horse-power and the boat attained a speed of over 34 knots. 

Various other high speed boats were built during the next five 
or six years. Two of these, the Viper and Cobra, high speed 
torpedo boat destroyers, were lost at sea and turbine propulsion 
received a serious setback. An organization was finally effected, 
however, which included the shipbuilding firm of Messrs. Denny, 
the Hon. Charles A. Parsons and Capt. John Williamson, which 
resulted in the first turbine steamer. King Edward, in 1901, for 
service on the Qyde. 

The First Turbine Steamer, — The King Edward is a boat 250 
feet long, 30 feet beam with 6 feet draft. The arrangement of the 
machinery is practically the same as has been used in all the more 
recent vessels, including the ocean liners, fitted with Parsons 
turbines. There are three separate turbines driving three screw 
shafts. The high-pressure turbine is placed on the center shaft 
and the two low-pressure turbines each drive one of the outer 
shafts. Inside the exhaust ends of each of the latter are placed 
the two astern turbines which rotate as one piece with the low- 
pressure motors and when in operation reverse the direction of 
rotation of the low-pressure motors and outside shafts. 

In ordinary going ahead steam from the boilers is admitted to 
the high-pressure turbine and after expanding about 5 times 
passes to the low-pressure turbines and is again expanded in 
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them about 25 times and then passes to the condensers, the total 
expansion ratio being about 125 as compared with from 8 to 16 
usual in triple expansion reciprocating engines of the marine t>T)e. 
At 20 knots the speed of the center shaft is 700 and of the two 
outer shafts 1,000 per minute. 

When maneuvering in or out of harbor the outer shafts only 
are used and the steam is admitted by suitable valves directly into 
the low-pressure motors or into the reversing motors, for going 
ahead or astern. The high-pressure turbine under these circum- 
stances revolves idly, its steam admission valve being closed and 
its connection with the low-pressure turbines being also closed by 
non-return valves. 

Later Turbine Boats. — Following the King Edward, and a later 
boat for the same line, the Queen Alexandria, has come a long 
hst of other turbine vessels, notably a fleet of 18 cross-Channel 
boats built or building, to ply between Dover and Calais. Again, 
on tlie rieysham line running between Great Britain and Ireland, 
tiirl ine vessels have been in successful operation. In 1901 the 
tl n 1-cIass turbine cruiser Amethyst was built for the British 
Admiralty. She is 300 feet in length and of 3,000 tons displacc- 
niciit. Three other engine-driven cruisers of the same size were 
built sinniltaneously, one of which, the Topaz, was selected for a 
scries of competitive trials with the Amethyst, 

The contract speed of the vessels was 21^ knots, and the results 
sliowi'd that at all speeds above 14J^ knots the turbine vessel was 
the more economical, at 18 knots the turbine was 15 per cent more 
ccnnomical, at 20>2 knots 31 per cent, at 22.1 knots 36 per cent, 
and at full power in each vessel the Amethyst showed 42 per cent 
nidrc power than required by contract on the coal allowed; while 
the Amethyst reached 23. G knots on the specified coal and the 
Topac only 2^2.1 knots. In other words, the Amethyst has a radius 
nf action at 20 knots speed of 3,G00 nautical miles, while her sister 
vessels with ordinary engines can only steam 2,000 miles at the 
same speed. 

The success of ihc Amethyst led British naval constructors to 
advocate the turbine for larger vessels and the activity of the 
admiralty following the Russo-Japanese war culminated in the 
construction of the powerful hattleship Dreadnought. This ship. 
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396 STEAM TURBINES 

which is not only larger and carries a heavier armament than any 
battleship afloat, is remarkable because it is the first battleship to 
be driven by turbines. Under trial the turbines developed 28,000 
horse-power and propelled the vessel at an average speed of 21^ 
knots during a trial of eight hours, acquiring a maximum speed 
of 22 34 knots. The turbines are so free from vibration that the 
ship makes the steadiest possible gun platform for a floating 
battery. 

Atlantic Liners Fitted with Turbines. 

Description of the Steamer Victorian. — The Allan liners Vir- 
ginian and Victorian started to ply between Liverpool and 
Canada in the summer of 1905. In April, 1905, Commander A. D. 
Canaga, United States Navy, was detailed to make the trip to 
Europe and return on the turbine steamer Victorian and report 
the results of his observation to the department* There unfor- 
tunately is no similar vessel of the same line propelled by recipro- 
cating engines with which a direct comparison can be made, but 
certain points brought out by Commander Canaga will be of in- 
terest. Figs. 1, 2, and 3 are reproduced from his report show- 
ing the arrangement of turbines in this vessel which is like that 
usually adopted for the Parsons* apparatus, and is practically the 
same as already described in connection with the King Edward. 
The steam from the boilers is led into the engine room through 
two 12-inch pipes, uniting in the throttle valve at the working 
platform. From the throttle valve steam is led through two 
12-inch pipes to the high-pressure turbine. When in free route 
the steam is passed through the high-pressure turbine where it 
spreads, half going to the starboard and half to the port turbine 
through the receiver pipes, and thence through exhaust pipes to 
the main condensers. In maneuvering, the main throttle is closed 
and steam admitted to the maneuvering valves, Fig. 3, one for 
each low-pressure turbine. These are simple slide valves which 
when placed at the upper end of their stroke admit live steam to 
the forward end of the low-pressure turbine, when at the bottom 
of their stroke admit live steam to the backing turbine, and when 

* Journal of the American Society of Naval Engineers, August. 1905. 
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in mid-position shut the steam from both the ahead and baddng 
turbines. 

To prevent the steam blowing off into the high-pressure tur- 
bine when maneuvering, non-return valves are fitted in the receiver 
pipes between the high-pressure and low-pressure turbines, as 
shown in Fig. 2. These valves are automatic, opening or closing 
as the live steam is admitted to the high-pressure or low-pressure 
turbines. 

Comments on the Operation of the Victorian. — At the forward 
end of each turbine shaft is fitted a safety governor, which in case 
of accident closes the main throttle valve. These governors serve 
another purpose, also, by indicating whether the turbines are at 
rest or in motion, since from the working platform they are the 
only visible moving parts. The commander reports that the tur- 
bines are easily and quickly handled and that the minor mishaps 
and annoyances met with in reciprocating engines are absent. He 
notes a pleasing absence of vibration and of racing in high seas. 
Against this immunity from racing, however, must be set the lack 
of holding power of the small screws with which turbine vessels 
must be equipped. It was observed that the influence of head 
winds and heavy seas reduced the vessel's speed considerably more 
than would have been the case with the large propellers used with 
reciprocating engines. 

Attention is called to the fact that heating of bearings is a more 
serious matter with turbine machinery than with reciprocating 
engines as any unusual wear would cause interference between 
the rotating and stationary blades, and on one of the trips the 
Victorian was delayed about 29 hours owing to some grit that got 
into one of the bearings and necessitated overhauling, after which, 
however, there was no trouble. There was also considerable diffi- 
culty from priming of the boilers, but with consequences less 
serious than in the case of reciprocating engines. 

Turbine Boats of the Cunard Line. 

The Carmania* was built and equipped by Messrs. John Brown 
& Co., Ltd., Qydebank. This vessel is one of the seven or eight 

* Taken in part from London Engineering, December 1, 1905. 
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largest of the world's ships, having the following dimensions: 
length between peq)endiculars, (»50 feet ; length over all, 672 feet, 
G inches; breadth, moulded, 72 feet; depth, moulded, 52 feet; 
g^oss register tonnage, 19,524 tons; draft, in working condition, 
33 feet, 3>^ inches; displacement at this draft, 30,918 tons. She 
was.designed for a speed of 19 knots. 

The Turbines are of the Parsons type arranged in the usual 
manner, with the high-pressure turbine on the center screw shaft 
and with one low-pressure turbine on each of the outside shafts. 
The arrangement of the turbines and auxiliaries is shown in 
Figs. 4 and 6. In normal working conditions the regulating valves 
admit steam to the high-pressure turbine and the steam passes 
through it to the low-pressure turbines and thence to the con- 
denser. For maneuvering purposes a large, non-return valve, 
worked by a steam and hydraulic engine controlled from the start- 
ing platform, closes the connection between the high-pressure and 
each low-pressure turbine. This valve will close automatically as 
soon as a prescribed pressure is obtained in the low-pressure 
casing. Each of the low-pressure turbines is then manipulated as 
an independent unit. Special maneuvering valves are fitted to each 
of the low-pressure and astern turbines, which allow of steam being 
admitted to either the ahead or astern turbines by a single move- 
ment of a hand lever. The turbine is fitted with a governor which 
operates when there is any marked increase in the number of revo- 
lutions. Oil is supplied to the bearings under considerable pres- 
sure. It then flows to a cooling tank fitted with copper coils 
through which water is circulated and after passing through a 
system -of oil filters is again delivered to the bearings. 

The Turbine Glands. — The gland for the shaft passing through 
the end of the turbine is rendered steam-tight by an improved 
design. Fig. 6. In the Parsons marine turbine of smaller sizes the 
leakage of steam from the high-pressure turbine and the ingress of 
air into the low-pressure turbine has been prevented by the Parsons 
ring-and-groove type of gland. This consists of a series of 
grooves turned in the spindles into which bronze rings are fitted, 
the whole rotating in a truly bored cylindrical gland. When the 
diflFcrence in pressure between the inside of the turbine and the 
atmosphere is great the side pressure of these rings is ver>' con- 
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siderable and in order to distribute this pressure as equally as 
possible the rings are arranged in groups and the pressure to each 
group is graded by suitable connections (Fig. 7). 

As a result of experiment with specially constructed apparatus 
it was found the r^ular construction would not answer for glands 
of the large diameter required for the Carmania. The speeds and 
pressures were so high that the rings wore rapidly. Finally radial 
fins, as in Fig. 8, were used in connection with a row of rings and 
grooves. The action of these fins is to alternately wire-draw and 
expand the steam, each pair constituting an expansion stage, thus 
reducing its pressure as it travels outward. The actual gland was 
fitted at each end of both the high- and low-pressure turbines, as 
illustrated in Fig. 6, with four rings, K, at the outer end. The 
small amount of steam which is allowed to leak past them for the 
purpose of lubrication collects in pocket G, whence it is led by the 
pipe H to the auxiliary condenser or exhaust tank. In the case of 
the high-pressure turbine, where the radial fins do not sufficiently 
reduce the pressure of the escaping steam, the pocket is con- 
nected to an expansion row in the low-pressure turbine. 

Comparison with the Coronia. — The area occupied by the tur- 
bines and auxiliaries is practically the same as required for the 
quadruple-expansion reciprocating engines of the sister ship 
Coronia, built sometime previously. The required head room is 
less, but no advantage is taken of this, as the space above the en- 
gine room was left open for light and air. There is a saving in 
weight of about five per cent. The boiler pressure in the Coronia 
is 210 pounds and in the Carmania 195 pounds per square inch. 
The turbines take steam at an initial pressure of 150 pounds as 
against 200 pounds in the quadruple engines. The cooling surface 
of the condensers is increased in the Carmania about 20 per cent, 
the capacity of the centrifugal pumps is about double, and the 
weight of circulating water is from 50 to 60 times the weight of 
feed water as compared with a ratio of 25 or 30 times in the 
Coronia's installation. 

The Lusitania and Mauritania, of the Cunard Line, which are 
expected to become the queens of the sea, are turbine vessels 
designed to maintain a ininimum speed of 24 to 25 knots. The 
dimensions of the Lusitania, which is more nearly completed than 
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the sister ship, are a length of 785 feet over all, extreme breadth 
of 88 feet and a depth of 60^ feet. There are 25 Scotch boilers, 
all but two of which are double-ended, and carrying a pressure of 
about 200 pounds per square inch. The turbines are to develop 
70,000 horse-power, an increase of 70 per cent over that de- 
veloped by the largest and fastest vessel previously constructed. 
The turbines are divided into four units, each of which has its 
own propeller shaft and propeller. The two outer shafts carry 
the high-pressure turbines and the inner shafts the low-pressure 
and backing turbines, making six in all, four for forward motion 
and two for backing. The two high-pressure propellers are 
located about 80 feet forward of the low-pressure propellers and 
are carried by long, tapering tubes, which support them at quite 
a distance from the sides of the hull. 

The longest blades on the low-pressure end are 20 inches in 
length and the peripheral speed of the rotating blades ranges from 
100 to 150 feet per second- The blades are bound together with 
brass and copper wire soldered. The casings and blades for one 
of the low-pressure turbines weigh 450 tons and are made up of 
six sections. The rotors of the high-pressure turbines are about 
seven feet in diameter and 25 feet long, while those, of the low- 
pressure turbines are somewhat larger. It is stated that such 
accuracy is being attained in the construction of the turbines that 
it is expected to operate them successfully with a clearance be- 
tween the blade tips and the casing, or the rotor, of only %o i^^ch. 

The construction of these great vessels was induced by the 
success of the recent new and fast German vessels of the Ham- 
burg-American line in wresting away the supremacy of the seas. 
The fastest of these, the Kaiser Wilhelm IL, has attained a speed 
of 233^ knots. As a matter of pride it was desired to restore to 
the English merchant marine the distinction of having the "largest 
and fastest" afloat, and as a matter of safety to the government 
the Admiralty wanted more fast merchant vessels that could be 
drafted into the service in time of war. To obtain the increase of 
speed from the 23^ knots of the fastest German vessel to the 
25 knots called for in the turbine ships, a tremendous increase in 
engine power was necessary, amounting to 70 per dent, as stated 
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above, and it is doubtful if such gjeat power could be successfully 
generated in the hold of a ship by means of reciprocating engines. 
Both the machinery and hull of the Lfisitania are from tiie 
Qydebank Works of Messrs. John Brown & Co., Ltd. 

Comparison Between Turbines and Rcdprocat&ig KSnginfm, 

The best opportunity for comparing the performance of vessds 
fitted with turbines and engines has been afforded by the Midland 
Railway Company's four boats of the Heysham Line of Great 
Britain. Of these, the Londonderry and Manxman have turbines 
and the Antrim and Donegal reciprocating engines. The London- 
dcrry, Antrim and Donegal have the following dimensions: 
Length 330 feet, breadth 42 feet, depth 25 feet, 6 inches. The 
Manxman is of the same length and depth, but has a breadth of 
43 feet. The turbine boat Londonderry carries 150 pK>unds boiler 
pressure and the others 200 pounds pressure. The engines of the 
Antrim and Donegal are of the triple-expansion type, differing 
only in details, and drive a single, three-bladed propeller. The 
turbines of the Manxman were designed for 25 per cent more 
power than those of the Londonderry, but are of similar construc- 
tion and drive three three-bladed screws after the usual manner. 
All the boats have high-grade condensing apparatus, but the 
Manxman has in addition a Parsons vacuum aug^enter, for pro- 
ducing a high vacuum. 

Official Trials of Heysham Line Boats. — ^The results of the 
official trials showed the two boats with reciprocating engines to 
be on a par in economy and to use practically the same amount of 
feed water under like conditions. At speeds of 19 to 20 knots, 
however, which is the working speed of all the vessels in service, 
the water consumption of the turbine steamer Londonderry was 
8 per cent less and of the Manxman 14 per cent less than of the 
Antrim and Donegal, while throughout a speed range from 1 to 20 
knots the turbine boats showed superior economy. Speed trials 
were run between the two turbine boats and the Antrim and the 
Londonderry proved about one knot faster and the Manxman from 
one to two knots faster than the Antrim, under like conditions. 
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Results based on the Log Books.* — Later, comparisons were in- 
stituted between the turbine steamers and those with reciprocating 
engines, based on the log books in which the daily records were 
kept while the boats were in regular service. During a part of this 
comparative period the Manxman was not on the same route as 
the other vessels, so that she could not be consistently compared 
with the Antrim and Donegal during the entire time. Also, the 
high-pressure turbine of the Londonderry was partially wrecked, 
owing to the blades of the rotating drum coming in contact with 
the stationary blades, so that the records from this steamer were 
interrupted for three months. Valuable comparative figures were 
secured, however, and are summarized in table below. The regular 
route was between Heysham and Belfast, one vessel plying each 
way every night except Sunday. The comparisons are made in 
each case between vessels running in opposite directions on the 
same days and the table gives the weight of coal each vessel con- 
sumed on a given number of trips, exclusive of that burned when 
in port, which of course does not affect the performance of the 
propelling machinery. 

Table Showing Results Obtained by Steamers Running Simul- 
taneously, BUT IN Opposite Directions. 



Number of Trips 

Averapfe Coal per Trip, tons. 
Averaj^e Speed in knots 



Number of Trips 

Average Coal per Trip. Ions. 
Average Speed in knots , 



Reciprocating 
Engines 



Number of Trips 

Average Coal per Trip, tons. 
Average Speed in knots 



Number of Trips 

Average Coal per Trip, tons. 
Average Speed in knots 



Antrim. 
48 
35.6 
19.7 

Donegal. 
4-2 
36 
19.2 

Antrim. 
29 
38.6 
19.6 

Donegal. 
89 
8S.7 
19.8 



Turbines. 



Londonderry. 
48 
85.8 
19.5 

Londonderry. 
42^ 
86.9 
19.8 

Manxman. 
29 
38.6 
20.3 

Manxman. 
89 

40.2 
20.3 



An economy in the turbine steamers is the small amount of oil 
required, only five gallons being used per trip, and the dispensing 



•Reported in London Engineering. 
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with the services of two oilers usually required. There is the ab- 
sence of vibration, but there is also the inferiority in maneuvering 
from rest in narrow waters. Experiments made during the trial 
trips of these turbine boats indicate that they may be brought to 
rest from full speed in about lyi minutes. This is a good result, 
but experience has shown the inadequacy of the backing power 
from rest, when the side propellers are less efficient. 

Advantages and Disadvantages of the Marine Turbine. — The 
chief advantages, on the evidence already given, appear to be 
absence of vibration, making the turbine boat a much pleasanter 
passenger craft; greater speed with the same amount of coal or 
less coal at the same speed, when running at or near normal 
speeds; ease of manipulation; slight saving in weight; less oil; 
less attendance ; less liability of racing. 

The chief disadvantages are the lack of holding power of the 
small screws ; the diminished power of the reversing turbines ; and 
the poorer economy at low speeds. 

Cavitation, — The size of the propellers on turbine vessels is 
limited by trouble experienced through cavitation. When the 
speed of a propeller blade exceeds a certain amount, depending 
upon the type, the head or pressure is not sufficient to keep up 
the supply of water to the propeller and a partial vacuum is formed 
back of the blade, in consequence of which the efficiency of the 
propeller drops off. This action is known as cavitation. Marine 
turbines are made larger in diameter for a given power than land 
turbines used to drive electric generators, and in this way the 
speed of rotation is reduced somewhat. The speed still remains 
so high, however, that the size of propeller must be reduced to 
avoid cavitation ; and then, to secure a sufficiently low thrust per 
square inch of propeller area the blades are made wide. A wide- 
bladed propeller has usually been considered inefficient, due, 
probably, to the increased friction that such a propeller would 
have if of the usual large diameter. This objection is not so 
serious with small turbine propellers, however, which show a 
reasonably high efficiency. 
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Figs. 1 and 2 on the succeeding pages show the kinetic 
energy of a steam jet in foot-pounds, and Figs. 3 and 4 
the velocity of a steam jet in feet per second, under the 
assumption that the steam is initially dry and that it 
attains its velocity as the result of adiabatic expansion. 
The pressures indicated on each curve are initial pres- 
sures and the figures at the left of the diagrams are final 
pressures. The values at the bottoms of the diagrams 
give the energy or velocity, as the case may be, of dry, 
saturated steam expanding from a given initial to a given 
final pressure. For example, steam at a pressure of 165 
pounds absolute and discharging from a nozzle at 95 
pounds absolute would acquire a velocity of about 1,500 
feet per second, if there were no losses of energy; and 
the jet would develop approximately 35,000 foot-pounds 
of energy per pound of steam flowing. If one pound 
discharged per minute, the jet would develop a ' little 
over one horse-power. 
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Abridged from the tabled of Prof, C. I!. Peabody, with his permission. 
Values of the entropy of slcam taken, by permission, from Hi-a/ and 
lleal-cngines. by Prof. F, R. llutlon. Both of the foregoing are pub- 
lished by John Wiley and Sons, New York. 
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cylindrical 10 

design of 276 

effect upon steam flowing 10 

of maximum efficiency 225, 235 

taper of De Laval 71, 230 

types of 9 

see flow of steam. 

Oiling system, De Laval 74 

Parsons 141 

quantity oil required 330 

Operation of turbines: 

accumulator system 369 



416 



INDEX 



Operation of turbines: 

condensing apparatus. . .360» 363, 367 
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